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Mr. W. A. Wheten, P. Eng. 

Commissioner of Engineering 

Regional Municipality of Hamilton-Wentworth 
PO Box 1058 

Hamilton, Ontario 

L8N 3R4 


Dear Sir 


Report on Uniform Policies and By-Laws 
Related to Water and Sewage Facilities 
and the Establishment of Rates and 
Charges for these Facilities 


We submit herewith the first volume of the above report dealing 
with water facilities and water rates. A second volume dealing 
with sewage and sewage charges will be submitted in the near 
future. 


The report has been prepared without the benefit of the detailed 
five year capital budget which was to be supplied by the Region. 
As this budget has not yet been approved we have instead pro- 
jected a level of spending on the water facilities over the 

five year study period. If, when the five year capital budget 
is approved, there is a substantial difference between the level 
of spending projected in this report and the level of spending 
established by the budget then the suggested water rates should 
be reviewed and, if necessary, revised. 


We have considered the feasibility of the Regional Corporation 
selling water in bulk to each area municipality and imposing on 
each area municipality a water rate sufficient to pay the cost 
of the regional expenditures for the maintenance, operation, 

and debt service of the regional waterworks system serving 

each area municipality as set out in Section 76 (8) of the 
Regional Municipality of Hamilton-Wentworth Act. This would 
mean that the area municipalities would each have to raise money 
to pay the amount imposed by the Regional Corporation. These 
monies would presumably be raised by each area municipality 
setting its own water rates within its own area. If this system 
were adopted there could be considerable difference between the 
method used and rates set by each area municipality to raise the 
necessary monies to pay the amount imposed by the Regional 
Corporation. 


In the case of water supply we recommend that the Regional Cor- 
poration determine the method to be used to establish the charges 
to the individual user and that the Regional Corporation set such 
charges. This report has been prepared on this basis. 


We thank you for the opportunity to prepare this report and 
would be pleased to review it with you in detail at your 
convenience. 


Yours very truly 


The Proctor & Redfern Group 


at ee 


ce j we AS 


Re isis ee cl. 
Branch Manager 
x 


3 aie 
7 ; ~ 


W. R. Walker, P. Eng. 
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SYNOPSIS 


une It is recommended that the Regional Corporation determine 
the method to be used to charge the individual water user 


and that the Regional Corporation set such charges. 


fae The recommended water rate structure has been designed 
to provide sufficient annual revenue to meet cash dis- 


bursements with respect to any year. 


(a) The revenue requirements are made up as follows: 
(1) Debt service on existing loans 
(ii) Debt ‘service on future’ loans 


(iii) Capital. works. out,.of,current revenue. An 
annual expenditure of 1.5 million dollars 
has been assumed. 

(iv) Operation and Maintenance 

(v) Purchase of water from adjacent municipalities 
outside the Hamilton-Wentworth Region, i.e. 


Burlington, Grimsby 


(b) The sources of revenue are as follows: 

(i) Sale of water to commercial, industrial and 
institutional customers 

(ii) charges for residential water use, either 
assessment based, flat rate, or metered 

(iii) hydrant rental, levied for fire protection 
and other uses of hydrant water 

(iv) sale of water to tank trucks 

(v) sale of water to areas outside the Region 


(vi) fees charged for various services. 
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(vi) 
Three additional sources of ecw have not been considered 
as the magnitude of the funds is not known and their inclusion, 
if known, would not have a significant effect on the rate 
structure. These additional sources are Government subsidies, 


lot levies and local improvement charges. 


PROPOSED BY-LAW 


3. 


It is recommended that the Regional Corporation adopt a uniform by-law 
"Respecting the Supply of Water, the Management and Maintenance of 
the Waterworks System of the Regional Mane eats of Hamilton- 
Wentworth and the Establishment of Water Rates and Charges” as set 
out in this report. 

The main features of the by-law are as follows: 

(a) All water to commercial, industrial and institutional customers 
and other users with greater than 3/4" services shall be metered 
and water sold on a commodity basis. 

(b) All residential services 3/4" or eMelier which are presently 
metered, and all new services (3/4" or smaller) installed, shall 
be metered and water sold on a commodity basis. 

(c) Where existing residential services are presently billed on an 
assessment basis and flat rate basis, this practice should 
continue. 

(d) All new water meters installed after the passing of the by-law 
should be etieren with remote readers. 

(e) All residential water users with a greater than 3/4" service shall 
pay a metered rate the same as the commercial, industrial and 
institutional water rate. 

(f) Lands which are not serviced with water shall not be liable for 
water rates even on an assessment basis. 

(g) The Regional Corporation will not carry out any work on private 


property other than the installation and maintenance of a water 


7 serie Hin 


tal 


eld ort saGhiCe Te 
oe ; pills t 


y mie oe 


= tb ; —. 
Bed doling nm jaotes dotted + Tandlget 
; ; \ = 
5 A 4 }. “ + ~~ Apes o ‘- 4 : . f y J 
‘tO SSI Bitsy b Ose Dipeacrets: 2 aM eit. 186 WV ws Ure te mit pnitvad 
a - q 
e) “ys  § 2 _ Ee ™ - ' i 7 
me SLES OS ent Ci 6Gsolawk A tt LOfbpeR ad? 4 edn Yc eee ary 
re - it. 
jor "BeDide ME ZSISn tisw to ihandelidetad Siti foes rhe inew 
7 a 7 ? ] 
Tage! ala al juc 
rm | ' 
VOL LoOD Be feel ant Ceiteal man, sit 
: s* 
f ais a felysut gi ove > Oo) tahow [RA (a) 
LAT ea imo y as | iF wii i i B’y rornrio-ooe 
* } : _— 
j bri iciew DAB 
, 
IG By { Ww ? id rT; ° abiasy TTA (ay 
{} >f7 A On. 3 { f , J ; ’ : ‘ Ife { a4 Ssietouwt 
al ny ¥ MBMnNOD O 4 AOS AeTeY), GA BES EL) SAT) arf ‘4 
1 Oo fall} bik ; shries | Wee. oritsts ors (>) 
f , 
Ny - —— 
Wag aLate JOeriy wit? sland ates galt kn asd Joaniae oe FES, 
: 
re . SUBTNIT : 
; ue 
| i 
Wel oll i i : 1? 2£ fle i al [ Ptedid STR) 14 ti } yW i itA tt) 
: 
; Sah Ones A iiw bation it! dee : i 
A , ~*~ 
L6('e Siva " 4 § ; 4 I nif Y Brae! jeatow t Sb! , (a) 
} — 
Ree Pah SMM ats ee he arf rGy OW, 973i \ : . 
‘ 4 be 
aes, von! istaw nous wisn 
¥ ay 
7 _ 
wt Al te ' es 5 : ial oh , P j : ! 
iD? 2iasli « ( i i isvsow BW ODay ee nm 2168 Toinw # bam! (y) 
a oe, : 
/SICSS MAMECHRe he NO NdVS seter-velAW — 
Py i. A ’ ° ae 4 a t * f 
Sey 8S, Ow yireg 200 ye fan il fw eben ans tgs on 
Ta. oP _— | oe 
waw og TO songpeitien tras als Md GEA oy fuer! seth 4 OS 
' 7 
ns : ” 7 
< oe - . 
Te u : “ot 
: ha ¢ Y 
_ - a i , 


(h) 


(m) 


(n) 


(0) 


(vii) 
meter and remote reader or the superintendence of the installation 
or repair of a yard service. 
The installation and maintenance of service connections is to be 
by the Regional Corporation or its agent with the cost being borne 
by the homeowner. 
The installation and maintenance of water meters and remote 
readers is to be by the Regional Corporation with the cost of 
installation being recovered by fees set forthin Schedule 'F'. 
A uniform metered rate for the provision of water to all tank trucks 
is recommended including the provision of water to tank trucks at 
the fire stations within the City of Hamilton. 
A charge of $50.00 per hydrant is to be made to the area 
municipalities for fire protection, water for street cleaning, etc. 
Areas outside the Region are only to be supplied with water under 
an agreement with the Regional Corporation. All services outside 
the Region are to be metered services with a 50% surcharge over 
the applicable Regional rate. 
Non-metered water rates are to be added to the collection rolls 
of the area municipalities the same as taxes and are to be 
collected by the area municipalities then forwarded to the Region. 
Metered rates are to be collected quarter yearly. An area 
municipality or Public Utilities Commission may collect these 
rates on behalf of the Region subject to an agreement with the 
Region then forward the rates so collected to the Region. 
The City of Hamilton lawn watering restrictions have been 


extended to cover the whole Region. 


PROPOSED RATE STRUCTURE 


4, A "converging uniform rate structure" is recommended for adoption 


by the Regional Council. This rate structure would use a transition 
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(viii) 
period of five years starting in 1975 to arrive at a uniform 
residential rate structure throughout the Region by 1979. 
The commercial, institutional and industrial rate structure 


would be uniform from the date of adoption of this by-law. 


LOCAL IMPROVEMENT ACT 


On It is recommended that the collection of charges under the 
Local Improvement Act and Section 362 of the Municipal Act 
continue to be collected and paid to the Region and that new 
local watermains up to 8" in diameter be installed in existing 
developed areas on the basis of the Local Improvement Act 
or Section 362 of the Municipal Act. It is recommended that 
Current policies respecting installation of watermains in sub- 
divisions be continued. 

ABBREVIATIONS 

MIG - Million Imperial Gallons 

MIGD - Million Imperial Gallons per day 

gpcd - Imperial gallons per capita per day 

CII - Commercial, Industrial & iretturional 
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CHAPTER 1 


INTRODUCTION 


1.1 GENERAL 

The Regional Municipality of Hamilton-Wentworth was formed 
On the lst of Manuary, 11974, eond To composed Of sthe (City, on 
Hamilton, the Towns of Ancaster; Dundas, and Stoney Creek, 
and the Townships of Glanbrook and Flamborough. The region 
is located in an area of industrial, importance to Southern 
Ontario and has been a focal point of industrial economic 
and. residential growth, during the last decade.) Alle indvear 
tors point to this area; continuing) in dts role or importance 


in this respect. 


The City cf Hamilton, the Towns of Ancaster, Dundas and 

Stoney Creek, and the Township of Flamborough had made 
substantial investments in the provision of water supply and 
sewage collection and disposal facilities prior to the 
formation of the Regional Government. Each of the municipali- 
ties had levied charges and rate structures for the provision 
of these services. in order to meet their requirements for 


debt service and operation and maintenance costs. 


The cost of constructing and operating these systems varied 
between the various municipalities forming the region. In 
addition, there are a great number of alternatives open to 

a municipality in the setting of a rate structure to recover 
these costs from the users. Consequently, the manner of 
billing users for water and sewer services, and the payments 
made by households and industries, vary widely among the 
area municipalities. Sewer and water use by-laws which 

form the effective tool of local government to regulate the 
proper use of these facilities are also not of a uniform 


nature, and do not exist in some municipalities. 
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Water and sewerage services are two of the responsibilities 
which have been assigned to the Regional Government. The 
Purpose of this report is to recommend suitable uniform 
by-laws'and rate structures for consideration by the Region. 
This volume (Vol. 1) deals with water supply. Volume II is 


a companion report dealing with sewerage. 


1.2 TERMS OF REFERENCE 

The Terms of Reference governing the preparation of this 
report are contained in Appendix I. This report is essen- 
tially a short-term study, covering the period until 1979. 
It is significant to note that it is expected that the 
Provincial Property Re-assessment will be complete in the 
region within the next two years. The adoption of this new 
assessment base will have ramifications in many areas of 
municipal finance. Of particular importance to this study 
Will be the effects on water revenues raised on an assess- 


ment base. 


1.3 POPULATION PROJECTIONS 

tin onder €0 examine the fanancial implications of any 
proposed rate structures for water service, it is necessary 
to make a projection of the population which will be served 


by these facilities over the period of study. 


In setting the population projections for the period 1975 

to 1979 the advice of the Hamilton-Wentworth Regional Plann- 
ing Department was sought and reference was made to data in 
the report "Hamilton-Wentworth Waste Management Study"* 
whose population projections over a much longer period of 


time had been made after detailed analysis of Government of 


Ontario statistics. The figures obtained were then examined 


1 "Hamilton-Wentworth Waste Management Study" 
Proctor & Redfern Interim Report No. 1 
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in light of known development plans and particular prefer- 


ences and expressed aims of the area municipalities. 


The projected populations which will be served by water 


distribution systems are shown in Figure 1.1. 


FIGURES bol 


PROJECTED POPULATIONS SERVED BY MUNICIPAL WATER SYSTEMS 


Municipality 1974 1975 1976 ICE eS) afs) 


Hamilton 302), 30055315), 0007 2321100 32577200 eager OO 339,300 
Dundas 17,600 17, 0.00 17, G00 18220 18,840 19,460 
Ancaster Oro 7.0 10,740 eo 11,480 Pr, 350 LP eso} 


Stoney Creek Zp 30 257,300 20,200 317,500 34,300 37,300 


Flamborough 4,450 6,700 6,700 6,700 6,700 


TOTAL 364,020 375,340 384,810 394,900 404,890 4)]4,980 


The population growth of the City of Hamilton has been based 
on the long term projection of annual growth rate of L717 8% 


per annum compounded. 


It is recognized that the growth in population in Dundas 
will be limited to some extent by the availability of 

sewage facilities, particularly capacity of the sewage 
treatment plant. Studies are being undertaken in connection 
with providing additional sewage treatment plant capacity, 
which could be by way of expansion of the existing plant 

or construction of a new plant to serve Dundas and other 
parts of the region. Regardless of the alternative selected, 
it is likely that three years will elapse before additional 


sewage treatment plant capacity is available for use. 


Consequently the projected annual growth increment as pro- 
Vided by the Regional Planning Department has been applied 
for the years of 1977 and 1978 only. In the meantime, 

the existing serviced population has been used as a guide 
to the expected consumption of water in this area. It is 
fully recognized that there will probably be some smaller 
growth during this period but, the projection as used is 
Sufficiently accurate for the purposes of financial fore- 


casts. 


in prejecting the serviced population Gdn Ancaster, the 
lower limit of the annual growth rate, as provided by the 
Regional Planning Department, has been used in light of the 


expressed preferences of that community tomavord majouroqrowtnir 


stoney Creek is expected to be a major growth area, particu- 
larly in the light of the announced plans of the Ontario 
Housing Corporation to enter large development projects in 


this area. 


In the case of Flamborough, the population serviced by the 
municipal water system has been assumed to be limited by 
the available supply from the existing wells together with 
the supply from Burlington. Historically there has been 
difficulty in obtaining adequate ground water supplies in 
this area. An assessment has been made of the population 
which could be supplied from the existing sources and this 
has been used as the maximum sServicable population. It is 
recognized that the second stage of the sewerage system in 
Flamborough is now in sérvice and it is anticipared that 
the provision of this utility will result in greatly 
increased demands. Projections are based on the 

total water resource available in Flamborough being 


utilized by the end of 1975. It is recognized that 1€ 18 


7 
7 oes ee : 
Fos) ete 


Vr Le 4 . ; ° . ie 


pap 1 ‘ =t 
Ane A uh : i ' 


On Eng 


possible to obtain additional supplies from adjacent Halton 
Region. This would be subject to satisfactory negotiations 
between the two Regions. As timing of such negotiations is 
difficult to predict, additional water from this source has 


not been considered in this study. 


2.1 GENERAL 


CHAPTER Ef 


PROPOSALS 


There are five existing municipal water Systems within the 


Region of Hamilton-Wentworth. These are located in the Cary 


Of Hamilton, the Town of Ancaster, the Town of Dundas, the 


Town of Stoney Creek and the Township of Flamborough. Figure 


2.1 shows the interrelationship of these five systems, their 


sources of supply and their annual consumptions for the year 


On Oe) i373 


From Burlington 
Cason 


Flamborough 
BGa2 


5020 


From Municipal 
Wells 


Stoney Creek 


25133 (16,379 Metered 


IgE s se Ak 


MUNICIPAL WATER SYSTEMS WITHIN REGION 
PRINCIPAL FEATURES & 1973 CONSUMPTIONS* 


From Grimsby Municipal Wells 


160.0 


Ancaster 
164.0 


454.0 


Hamilton 


( 8,754 Unmetered 


20.300 


Pumped from 
Lake Ontario 


* Consumptions shown are 
per annum figures and are 
in millions of Imperial 
Gallons 


** Max. capacity of Burlington 
connection = 0.5 MIGD (Equiv. 
to annual use of 122 MIG.) 


The maps in Appendix 2 show the extent of the areas pre- 

sently serviced by municipal water systems. By far the largest 
system in the Region is that formerly operated by the City of 
Hamilton. This system had a 1973 pumpage in the order of 
26,000 million gallons. The Hamilton system draws its supply 
from Lake Ontario and pumps to a number of pressure zones. 

In addition to supplying the needs of the City, the system 
also provides the total supply to the Town of Dundas, a small 
portion of the supply to the Town of Ancaster, and a large 


portion of the supply to the Town of Stoney Creek. 


Ancaster receives the) larger pare Of ats supply trom ats 
own municipal wells. Stoney Creek augments its supply with 
a connection to the Grimsby system (Grimsby is an adjacent 
municipality in the Region of Niagara). The Township of 
Flamborough obtains its supply from two water sources, its 
own municipal wells, and a connection to the City of 


Burlington in the adjacent Regional Municipality of Halton. 


A comparison of the water use characteristics on a per capita 


basis ior the) yeriousmsystems is given in Figure 2i.2. 


Bagge oe 


EXISTING WATER CONSUMPTION PATTERNS 


1973 Gross gpcd 
a used for 

Municipality Gross Demand | Net Demand Gross per Estimated consumption 

m.g. m.g.* capita use Net Residen- projections 

(dncleeCII)= Stialilise 
gpcd gpcd 

Hamilton 20 N33 21363 230 44 230 
Dundas 454 386 70 42 70 
Ancaster 164 139 45 a7 50 
Stoney Creek 826 {33 118 66 120 
Flamborough 58 49 61 30 65 


* Assume 15% of water unaccounted for. (i.e., leakage, wastage, use from fire hydrants). 


Note:- 


m.g. = million imperial gallons 
CII = Commercial, Industrial and Institutional use 
gpcd = gallons per capita per day 
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This figure displays the total net and gross water demands 
(which include the uses for commercial, industrial and 
institutional connections) and also sets out an estimate of 
the water Consumption in residential use only... From this 
table it will be noted that the water use for commercial, 
institutional and industrial purposes in the City of Hamilton 
(i.e., the bulk of the metered consumption) is by far the 
largest part of the demand of that municipality making up as 


it does 77% of the net water use within the City. 


In the other area municipalities, Ancaster and Flamborough 
both exhibit relatively low water use characteristics. This 
is likely due in part to the imposition of a substantial 
surcharge on the water bill as a sewerage charge (in the 

case. of Flamborough) and tora public awareness Of ties inate 
limitations on supply quantities posed by the groundwater 


problems. 


2.2 EXISTING BY-LAWS, RATES AND CHARGES 

Water use by-laws presently exist for the City of Hamilton, 
the Town of Stoney Creek, and the Township of Saltfleet. 

In addition, fluoridation by-laws exist for Hamilton and 
the Village of Waterdown. These are given in Appendix No. 3 
of this report. Water rates and charges for the other 
municipalities, i.e., Dundas, Ancaster, Waterdown and East 
abe este os given in Appendix No. 4. Rates in force 

in Stoney Creek are also given here as they are not in- 
cluded in the water use by-law. In order to aid comparison 
of the rates and charges applied in each municipality, the 


principal features of these have been abstracted and are 


presented in Figure 2.3 


(1) Waterdown and East Flamborough are now included 
in the Area Municipality of Flamborough. 
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FIG. 2.3 


The City of Hamilton system derives the greatest part of its 
revenue from its sale of water to industrial, commercial and 
institutional users. Such sale is by metered service with 

a Sliding rate structure made UpsOL sLOUL Guan t LL yap LOCK oe. 

A 10% prompt payment discount is allowed. Payment for residen- 
tial use is in general made by a charge based on the property 
assessment. The charges paid for water, therefore, are in 
some manner proportional to the value of the property served, 
though there is some inequity in that property capable of 
being served by the system but not uSing water, eg., parking 
lots or undeveloped land, is charged on the same basis as a 


normal residential consumer. 


The Towns of Dundas and Ancaster have all services provided 
with meters and also have sliding rate structures as shown 

in Figure 2.3. Stoney Creek and Flamborough have a mixture 
of metered services and flat rate services, though the number 
of these in Flamborough is very small and they are rapidly 
being phased out and. meters are being installed. The metered 
rate structure in Flamborough is also of the sliding type 

- a three step system. In Stoney Creek somewhat in excess 

Gf 1,000 flat Pracessewuices are stilbsin existence but it ais 
the policy to install meters on all new services. The number 
of flat rate services is therefore not expected to increase. 
There is a sliding rate structure in existence for residen- 
tial dwellings using two steps and a slightly different and 
higher sliding structure (also two steps) is in use for the 
sale of water to commercial, industrial and institutional 


users. 


Stoney Creek and Flamborough are Still, using dual rate scruc-] 
tures applied in accordance with political boundaries effective 


before the introduction of Regional Government. 
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in order to give a basis: for comparison of proposed rate 
structures with existing rate structures, an estimate of 
present average residential water bill per annum for each of 
the local municipalities is displayed in Figure 2.3. This 
estimate is based on the estimated residential usage shown 


in Figure 2.2 and an average household size of 3.5 persons. 


This average water bill does not really give a true picture 

of the actual annual cost to a householder for water service. 

In addition to his water bill the householder is, in most cases, 
contributing water service funds through various payments made 
out of the general tax levy and area rates. The features of 
these payments, as they existed in 1973, and the adjusted per 
household annual costs (taking these payments into account) 


are given in Fig. 2.4 below:- 
FIGURE 2.4 


WATER PAYMENTS FROM GENERAL TAX LEVY 


AND AREA RATES AND ADJUSTED ANNUAL HOUSEHOLD COSTS 


Per 
House- 
hold 
Annual 
Cost 
from.this Adjusted Annual 
Munierpality Nature of Payment Source Household Cost 
Hamilton hydrant rental, 
sewer flushing and 
street washing 
charge SaQien 3 Sree eS) 
Dundas Fire Protection 
Charge Sees l@) S7a20 
+—- 
Ancaster Fire Protection 
Charge siZ00 $66.00 
Stoney Former Area Rates. Capital Not available at time of 
Creek Saltfleet Cost of System Con- publication 
Township struction 
Former None $42.00 
Town of 
reek 
| Stoney C ale 
Flam- Former Fire Protection 
borough | Village of Charge 


Waterdown 


Former None 
Township 

of East 
Flamborough 


In addition, local improvement charges for water facilities 


where applicable, also constitute a part of a householder's 
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PROPOSED RATE STRUCTURES 

2.3.1) General 

In this section the factors influencing the Striking of 

a rate structure for the Region and for each of the Area 
Municipalities are examined and some conclusions drawn. 
Three alternative rate structures are developed which 
will be feasible when used with the population pro- 
jections already described over the period until 1978. 

The first of these, known asthe “uniform rate structure”, 
would result in all users within the Region which are 
supplied with water by a municipal system paying an 
approximately equal unit rate, and would become effective 


almost immediately. 


The second alternative known as the "area rate structure", 
provides a proposed rate structure for each of the Area 
Municipalities designed to make its system financially 


selfi-suppenseing. 


The third alternative, which is recommended for adoption, 


“phases in" a uniform rate structure over a 5-year period. 


2.3.2 Meters and Flat Rate Charges 

One of the major decisions which must be faced when 
setting a rate structure is to decide upon the method 

of billing for the supply of water. In the case of the 
supply to commercial, industrial and institutional users, 
there is little to choose from as it is almost universal 
to sell water to these users on the basis of a metered 
flow and a commodity rate. This is presently the practice 
in all of the area municipalities; there is no reason to 


suppose that this practice should change. 


However, in the case of residential services, there is 


a wide variation across the region in the manner of 
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biting... —Alivor Chee municipalities make some use 
of metered services to residences, though very limited 
use has been made of this method within the City of 
Hamilton. 

In Canadas the United States, and Europe, it has been 
found that failure to meter residential services, 
particularly in newer development, frequently results 
in excessive demands. Thus where meters are presently 
installed, there appears to be little or no case for 


the abandonment of these facilities. 


The use of flat rate charges is confined mainly to) the 
Town of Stoney Creek and though the number of these may 
appear at the moment to be a significant proportion of 
the total consumers, as growth takes place in this 
municipality it will become of less importance. If the 
present policy of metering all new service connections 
in Stoney Creek is maintained, then the problems posed 
by these flat rate connections will be of a relatively 


minor nature. 


The major consideration in this area pertains to the 
desirability of metering existing residential water 
services within the City of Hamilton. Such an under- 
taking would certainly be of a great magnitude - there 
are approximately 66,000 residential connections 
presently operating which are not metered and to pro- 
vide meters on these services would involve expenditure 
in the range of three to five million dollars. In 
addition to the capital expenditure, there would be the 


additional cost of reading and maintaining the meters. 


The usual motivation for installing meters in a munici- 
pality which has previously had a flat rate or some other 


non-metered form of raising revenue, has been either, 
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(a) to eliminate gross excessive water use in order 
to defer major expansion of waterworks plant and 
transmission facilities which would result in a 
high marginal cost of new water SUpply 7 Or, 

(b) where it can be shown that the cost of installing, 
maintaining and reading a meter is exceeded by 


Savings in operations cost due to lower consumption. 


The first of these reasons, the prevention of gross exces- 
Sive use, finds little support in the existing situation 
in the City of Hamilton. Reference to Figure 2.2 shows 
that the average per capita residential consumption with- 
in the City is comparatively low with respect to the 
other area municipalities. Further, when compared with 
figures for other large cities in the United States and 
Canada, it appears to be most reasonable. The growth 
rate within the City of Hamilton is relatively slow and 
there is very little reason to suppose that the water 


use habits and characteristics of the city are going to 


change a great deal. Justification for metering on these 


grounds is thus difficult to establish. 


The second of the above justifications does lend 

itself to some forms of economic analysis and in doing 

so experience of other large cities which have installed 
meters on non-metered services can be drawn upon. It has 
been found in other large urban areas that the installation 
of meters on residential services together with a suit— 
able rate structure has resulted in a reduction in resi- 
dential water use of between 10% and 30% of the total. 
It is interesting to note that the introduction of 

meters alone does not necessarily have a long term effect 
on consumption; the pricing structure used must be such 
that it provides an incentive to conserve water.2 It is 


also a reasonable approximation to consider the cost of 


[2 HANKE, S.T., and FLACK, J.E. 1968 "Effects of Meterin 
on Urban Water." Journal A.W.W.A. 60 (12): 1359-65. 


2. PITBLADO, J.R. 1967 "The Effects of Metering on the 


Domestic Consumption of Water." St. Catharines, 
Ontario. B.A. Thesis, Dept. of Geography University 


of Toronto, Toronto. 
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this water, i.e., the potential saving, as being equal 

to the operation and maintenance cost associated with 

its production. Such operation and maintenance costs 

are escalating with time and there are certainly no 

Signs at the moment that this escalation is about to 
cease. To the contrary, recent indications by Ontario 
Hydro of substantial electricity price increases will 
among other factors, have a profound effect upon operation 
and maintenance costs of waterworks facilities in the 


near future. 


Using these assumptions, the potential saving in cost 

to the waterworks system resulting from metering of an 
average residential service, can be computed on an annual 
basis for any number of years into the future using an 
escalated value of operation and maintenance cost. These 
annual costs in the future can then be discounted back 

to a present value using present day opportunity rates 
for investment capital, in order to determine the number 
of years for which a meter would have to be installed 


beforese read, san effect, .pard for .tselt, 


In the case of the City of Hamilton, even if the most 
extreme assumptions are made as to escalation in operation 
and maintenance costs, and to reductions in consumption 
due to metering, the period required for a meter to "pay 
for itself" is still in excess of 25 years, which in turn 
is in @xcess Of the economic lite cf a meter. Thus, 

based on this form of economic analysis, no case can be 
made for metering of residential services in the City 


of Hamilton. 


This conclusion is of some interest in the light of 
studies which have been conducted recently on other 
major North American cities which have indicated in 


many cases the desirability of metering residential 
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Services. However, it will be seen later in this re- 

port that the City of Hamilton system does enjoy very low 
Operation and maintenance costs for its water supply 

system, largely due to the presence of a virtually unlimited, 
easily accessible source. This low cost is largely 
responsible for the indication that a change from non- 
metered to metered residential services is not desirable 


in the City of Hamilton at present. 


In making this recommendation, it should be stressed 

that the analysis takes into account the situation as 

it presently exists. Existing situations can, and 
historically have, changed dramatically within a short 
space of time. Thus, large increases in operation and 
maintenance costs or in residential demands could justify 
a review of this analysis and may well provide a sound 
reason for the provision of metering on non-metered 


services at some future time. 


2.3.3 Revenue Requirements 

The rate structures shown in this report have 

been designed to provide financial feasibility if ac- 
counting is done on a cash basis; that is, the rate 
structure produces sufficient annual revenue to meet 

the actual cash disbursements with respect to water 
systems in that particular year. These revenue require- 
ments are made up as follows: 

(a) Debt service on existing loans. A large number 
of loans have been taken out by all of the area 
municipalities in order to finance water supply 
works over the years. Annual payments are re- 
quired in order to meet interest on the loans and 
in order to retire the outstanding debt. 

(b) Debt service on Future loans. Within the study 


period covered by this report, there will be 
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(d) 


further capital works required in order to provide 
municipal water systems to the area. The Terms 

of Reference for this study state that "...rate 
structures should be related to the five year 
capital works budget prepared by the Commissioner 
of Engineering". As this budget is not yet avail- 
able, the rate structures have been based on an 
estimate of future expenditures. Annual payments 
in respect of these anticipated expenditures have 
been computed on the basis of levelled loans 
having a period of 20 years at an interest rate 
OLAS. 

Capital - works, out) of current revenue. slr has 

been an historic pattern in the City of Hamilton 
to finance a certain amount of capital work out 

of current revenue. In the absence of firm indi- 
cations, it has been assumed that this pattern 
will continue with an annual expenditure of 1.5 


mubibilshe@ig ClOlLileuess 


Operation and maintenance. These costs cover the 

day to day operation of the waterworks system, 
including fuel and power costs, maintenance, materials, 
supplies and*= labour. In general, these have been 
assumed for the purpose of this report to be 
escalating at a rate of 10% per annum. 

While this report neither approves of, nor recommends 
such a rate of escalation, it does seem realistic 

to use this figure at this time when any less 

figure may be in danger of being substantially 

below the rate which will be realized. Operation 

and maintenance costs have been assumed to be 
directly proportional to the toral water con] 
sumption of the municipality. Projected operation 


and maintenance costs are shown in Figure 2.5. 
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(e) Purchase of Water. It is envisaged that the pre- 
sent practice of purchasing water for the use of 
some of the municipalities from adjacent munici- 
palities which are outside of the Regional Munici- 
pooner of Hamilton-Wentworth will continue. Thus, 
the purchase of water is a recurring item of annual 


expenditure. 


The revenue requirements for each of the area munici- 
palities and in total by year throughout the study period 


for each of the above items is summarized in Figure 2.6. 
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FIG. 2.6 


2.3.4 Sources of Revenue 

The sources of revenue available to meet the projected 
expenditures are as follows: 

Sale of water to commercial, industrial and institu- 
tional customers. 


- Charges for residential water use, either assessment based, 
flat rate or metered. 

- Hydrant rental, levied for fire protection and other uses of 
hydrant water. 

- Sale of water to tank trucks. There is presently some 
variation in payment procedures across the region. In two 
of the area municipalities, water is sold VielCOLn—o Loc 
machines, while in the others no charge is made. We recommend 
that these procedures be standardized, and that a uniform 
commodity charge, be adopted. An initial charge of $1.00 per 
1000; gals. "1s recommended, as is the continued use o£ coin- 
slot machines. 

- Other charges as set out in the proposed bylaw - eg., sale of 
water to areas outside the Region, fees charged for various 
services. 

There are three additional sources of revenue. These are: 
(a) Government subsidies 
(b) Lot levies payed to the region by land developers. 


(c) Charges under the Local Improvement Act and Section 362 


of the Municipal Act. 


These additional sources have not been considered in the finan- 
cial projections, as the magnitude of these funds is not known 
and their inclusion, if known, would not have a significant 
effect on the rate structure. Furthermore, the effect of their 
inclusion would be a tendency to reduce or delay increases in 


water rates, in the latter stages of the study period. 


2.3.5 Uniform Rate Structure 

The uniform rate structure is shown in figure 2.7 and is pre- 

dicated on the following: 

(a) all new residential services 3/4" or smaller diameter in 
the area municipalities, including the City of Hamilton, be 
metered and that billing for these residential services be 


on a sliding two-step rate structure. 
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(b) that revenue from unmetered existing residential 
connections within the City of Hamilton continue 
to be billed on an assessment base, and 
(Cc) that revenue from unmetered existing residential 
connections outside of the City of Hamilton 
continue to be billed on a flat rate basis until 
Provincial Reassessment is completed, at which 
time consideration be given to billing them as in 
(b) above. 
(d) that all other use be metered on a four-step 
sliding rate structure (in order to continue the present 
practice in Hamilton which contains by far the greatest part 
of the commercial and industrial usage within the region). 
In the light of the recommendation to use meters on 
residential services in the area municipalities, 
including new services in the City of Hamilton, and 
to continue the use of an assessment base for obtain- 
ing revenue from the unmetered residences in the City, 
and considering the stated objectives of arriving at 
a rate structure which will give reasonably uniform 
Charges for residential use across the region, it is 
necessary to consider the average household charge 
for residential service. The proposed uniform rate 
structure would achieve uniform residential water 
charges towards the end of the study period covered 


by this report. 


It should be noted that the uniform structure, where 
it is dependant on revenue raised on an assessment 
base, will require adjustment when Provincial assess- 


ment has been completed in the Region. 


It will be seen from Figure 2.5 that anticipated 
revenue requirements are rising rapidly throughout the 
study period. It will be seen later in this report that 
even if a uniform rate structure is not adopted, an 
increase in the Hamilton rates of 10% will be required 


in 1975. 
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It will also be seen that approximately half of 

the revenue requirements is attributable to 

operation and maintenance costs which themselves 

are escalating at a rate of 10% per annum. This 
escalation in operation and maintenance costs is 
therefore alone responsible for a 30% increase in the 
Overall revenue requirements for operation of the water 
system, and has necessitated a corresponding increase 

in the rate structure for water service. The increments 
are recommended in two steps. The charge to the average 
residence in the area municipalities, other than the City 
of Hamilton, is generally lower than at present. The 
resulting projected revenues and expenditures throughout 


the study period are shown in Figure 2.8. 


FIGURE 2.8 
PROJECTED REVENUE & EXPENDITURE 
UNIFORM RATE STRUCTURE-WATER 


All Sums in Millions of Dollars 


LSI) 1576 1977 1978 aS) 
for this year 10.45 HOR. 20 Ve bes722) a NPA eioe BS 13.20 


REVENUE 


accumulative 10.45 21,15 32.44 45.37 58.57 
for this year 10.32 11207 11.86 ieee a 13.65 
EXPENDI- 
TURE 
accumulative 10.32 21.39 33.25 45.99 59.64 


The billing period used in the proposed rate structure 
is quarterly, making it consistent with present practice 
in the City of Hamilton. There may be opportunities 

for combining meter reading with other utilities, eg. 
electricity or gas, who may require a different billing 
period. Any change in the billing period would require 
an adjustment of the minimum charge for metered residen- 


tial services. 
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2.3.6 Area Rate Structure 

In accordance with the Terms of Reference for this Report, five 
individual rate structures for each of the area municipalities 
were Produced to cover revenue requirements of the Region in 
order to service these municipalities. These area rate struc- 
tures are given in Figure 2.9. The projected revenues and 
expenditures arising from this rate structure are shown in 
Figure 2.10. 

It can be seen from Figure 2.9 that even without the formation 
of the Regional Municipality of Hamilton-Wentworth, the water 
rates in the City of Hamilton would have had to be substantially 


increased in 1975 in order to meet rising costs. 


Zos¥) = CONVerginge s Uni lorie Rates oecucture 


Though it is recognized that the "uniform" rate structure 
described in Sub-section 2.3.5 provides what is requested in the 
Terms of Reference, there appear to be significant advantages in 
introducing the new structure, and particularly the uniform 
metered rate for residential services more gradually. If the 
"uniform" rate structure was adopted, the average annual resi- 
dential bill in Dundas, for example, would be reduced immediately 
from $69.00 to $38.00, while the average household in Hamilton 
would pay $40.00 per annum, as compared with a previous $33.00. 
If a uniform price structure is to be introduced, the average 
Dundas bill will be lowered and the average Hamilton bill will 
be raised. There appear to be advantages of "phasing in" these 


changes over a period of time. 


Figure 2.11 shows a rate structure which fulfills this require- 
ment - the metered, flat and assessment - based residential rates 
are changed gradually over a five-year period to achieve the same 
end result of the "uniform" structure. The resulting projected 


revenue and expenditure is shown in Figure 2.12. 
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PRIJECTED REVENUE AND EXPENDITURE 


AREA RATE STRUCTURE - WATER 


1975 1976 LOTT. 1978 1979 
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Expend- 
iture 
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Revenue 
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FIG. 2.10 
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PROJECTED REVENUE & EXPENDITURE 


"CONVERGING" 


UNIFORM RATE STRUCTURE 


for this year 


REVENUE F 
accumulative 


for this year 


EXPENDITURE 


accumulative ING) -, 37 239, BMS\5 745) 


RENE) 1976 L977 1979 


13.24 


10.43 21.08 32.44 58.67 


1365 
59.64 


FIG. 2.12 
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25360 COMPARISON WITH OTHER REGIONS 


Water rates in effect in near-by municipalities are presented below 


for purposes of comparison. 


(a) Burlington 
Net Monthly Rate 
Basic Charge (all meters) Sy. oe 


1" meter Ale 
eg ‘ co 
Qe - By A) 
ob zt 4.50 
4" "6 6.25 
Cu s 9.40 
Consumption: 
US. «25,000 Galles 33° per 1,000 gallons 
Next 9 25,,000.caklons IG per W000 .galilons 
Balance : Le per 000sgal tons 
Minimum Monthly Bills 
Basic Consumption Additional Minimum 
Meter Size Gallons Allowed Charge + Charge + Service Charge — 9 bi Ei 
5/8" 2,000 SG ais $ Se Ae 
ap 10,600 i754 3...30) 5 Sere, 
gee * 24,000 1.54 Lage <0 LOS Sn: 
2" 45,000 do 356.5 uD Pe is) 16.94 
Se 1087000 eee PEER) 4.50 Soe 
4" 199,000 Lie 46.29 6.25 54.08 
6" 428,000 IZA 94.38 9.40 PC5:.52 


The above rate structure, if applied to the Hamilton-Wentworth Region, 
would result in an average annual residential bill of approximately 


$40. 


ni 


hae) a, ag eo ‘th Be 
1 au ha a a ‘ 
. we SLIT gg x: Leta ae 
- - *Bs .) oe ¢ i ' fi 
hs ad | SG, ‘ # 
ivr rote aa) ’ 
se Py a 


-— 


is 
te 4 9 
2 ; y ae - 7 
od 4 ; 
j Sooo j 
iy 
> aeeties 
2 4 i 
> 
‘ p°9 ow > 
ose 7 - ing 
Pe A) 
eye 
Lae 
wi 
t 


(b) 


Niagara Falls 


Domestic flat rate: 


(quarterly) $13.92. 


Residential and Commercial metered rates: (quarterly) 


0 to 99,000 gallons @ 81¢ per 1,000 gallons 


100,000 to 199,000 gallons 
200,000 to 299,000 gallons 
300,000 to 499,000 gallons 
500,000 to 699,000 gallons 
700,000 and over @ 47¢ per 


Industrial metered rates: 


@ 72¢ per 


@ 51¢ per 


1,000 gallons 


@ 63¢ per 1,000 gallons 


@ 54¢ per 1,000 gallons 


1,000 gallons 


1,000 gallons 


(quarterly) 


0 to 99,000 gallons @ 72¢ per 1,000 gallons 


100,000 to 199,000 gallons @ 63¢ 
200,000 to 299,000 gallons @ 54¢ per 
300,000 to 499,000 gallons @ 51¢ per 


500,000 to 699,000 gallons @ 47¢ per 


per 


1,000 gallons 
1,000 gallons 
1,000 gallons 


1,000 gallons 


700,000 and over @ 43¢ per 1,000 gallons 


Minimum metered bill: 


3/8" meter-- $ 9.50 
3/4" meter-- 127,60 
1" meter-- 21.60 


1 1/2"meter- 36200 


2" meter-- 54.00 
3" meter-- 90.00 
4" meter-- 180.00 
6" meter=-- 270.00 
8"meter -~ 450.00 


Meter service charge: 


5/8" meter---$S$ 1.25 
3/4" meter---S 2.00 
1" meter---$ 2.50 
11/2"meter---$ 3.00 
2"meter---S$ 4.00 


3"meter---$ 7.50 


(quaterly) 


(quarterly) 


4" meter---$ 12.00 
6" meter---$ 30.00 


8" meter---S$ 50.00 
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The above residential metered rate structure, if applied to 
the Hamilton-Wentworth region would result in an average resi- 
ential bill of between $45 and $50, depending on service 


Sarvameter. 


2.4 THE LOCAL IMPROVEMENT ACT AND SECTION 362 OF THE 
eS ANY DER LON S02 OF Ine 
MUNICIPAL ACT 


We have considered the feasibility of the Region installing all 
new watermains in existing developed areas out of the capital 
budget instead of using the provisions of the Local Improvement 


Act or Section 362 of the Municipal Act, 


If the Region were to proceed in this manner then the Region 
should also consider forgiving or absorbing payments due for 


work already carried out using the provisions of these Acts. 


This could lead to inequities where one homeowner has already 
paid cash for the charges assessed for the installation of a 
watermain and an adjacent homeowner is paying his share of the 
costs on a deferred basis. The homeowner paying on a deferred 
basis would be forgiven his share of the outstanding costs 
whereas the homeowner who has paid on a cash basis would receive 


no rebate. 


In addition, in order to be consistent, and so that each home- 
owner or each prospective homeowner is dealt with on an equal 
basis, the Region should also pay for all watermains in new 
developments out of the capital budget instead of having the 
subdivider install these facilities as his cost as set out in 


the standard subdivision agreement. 


If the Region decide not to use the provisions of the Local 
Improvement Act or Section 362 of the Municipal Act, to forgive 
existing payments due for work carried out under these Acts 

and in addition to install all watermains in new developments 
than the capital budget for waterworks would have to be in- 
creased by approximately $1.5 million per year. This would 
mean an increase in the proposed water rates of approximately 


15%. 
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A further problem associated with this approach would be the 
unprecedented demand for the extension of water facilities into 
presently unserviced areas. This demand, if not properly con- 
trolled by'Regional Council, could lead to an even greater in- 
crease in the capital budget than the estimated $1.5 million 
shown above with a consequent need for an even greater increase 


in the water rates to existing consumers. 


We, therefore, recommend that 
BPs Payments due for work carried out under the provisions 
of the Local Improvement Act or Section 362 of the 


Municipal Act should continue to be paid to the Region. 


is New local watermains up to 8" diameter should be installed 
in existing developed areas on the basis of the Local 
Improvement Act or Section 362 of the Municipal Act. 
The oversizing of these watermains should be paid out 
of the capital budget. 

8) The developers should continue to pay for and install 
new watermains in the subdivisions in accordance with the 


current policies set down by the Region. 


The use of the Local Improvement Act or Section 362 of the 
Municipal Act by the Region may require additional Regional 


staff to implement the provisions of these Acts. 


2.5 PROPOSED UNIFORM WATER USE BY-LAW 

The proposed uniform water use by-law for the Regional 

Municipality of Hamilton-Wentworth is given in the following 

pages. While this document is largely self explanatory, the 

following points are of some interest in that they involve a 

change from the norm for one or more of the Area Municipalities. 

(a) It is proposed that no charge for water service be 
levied against property which does not have a water 
service. 

(b) It is proposed to use meters with remote readers on 
all new connections to aid and speed the meter-reading 


operation. 
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(c) It is proposed that the meters will be owned and 
installed and maintained by the region, and that 
a charge be made to the consumer to cover the cost 


OL “inStallation. 
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THE REGIONAL MUNICIPALITY OF HAMILTON-WENTWORTH 


BY-LAW NO. 


' RESPECTING THE .SUPPLY OF WATER, . THE 

' MANAGEMENT AND MAINTENANCE OF THE WATER-. 

' WORKS SYSTEMS OF THE REGIONAL MUNICIPALITY 
OF HAMILTON-WENTWORTH AND THE ESTABLISH- 
'MENT OF WATER RATES AND CHARGES 


WHEREAS it is provided by section 76 of The Regional Municipality 
of Hamilton-Wentworth Act that on and after January 1, 1974 the 
Regional Corporation shall have the sole responsibility for the 
supply and distribution of water in the Regional Area and all of 
the provisions of any general Act relating to the supply and 
distribution of water by a municipal corporation and all of the 
provisions of any special Act relating to the supply and distri- 
bution of water by an Area Municipality apply mutatis mutandis 

to the Regional Corporation except the power to establish a 


public utilities commission, and 


WHEREAS the Regional Corporation is empowered under Part III of 
The Public Utilities Act, Ontario, which is made applicable to 
the Regional Corporation by section 76(1) of The Regional Muni- 
cipality of Hamilton-Wentworth Act, to pass By-Laws for the 
maintenance and management of the Regional Waterworks System and 


to fix rates or charges for the supply of water, and 


WHEREAS the Regional Council is desirous of passing such a By-Law. 


NOW, THEREFORE, THE COUNCIL OF THE REGIONAL MUNICIPALITY OF 
HAMILTON-WENTWORTH ENACTS AS FOLLOWS: 


DEFINITIONS 
1. In this By-Law, unless the context otherwise requires, 
(a) “applicant" means the Owner or his Authorized Agent 


who has responsibility for assuring continued servicing 
of his property with water, and who may be required to 
sign forms supplied by the Regional Corporation auth- 
orizing various works in regard to such service, and 

(b) “approved" means having the approval of the Commissioner 


of Engineering, and 
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(c) “Area Municipality" means any one or all of the following 
(i) Ther Corporation:oc the-City of Hamilton, 
(ii) The Corporation of the Town of Dundas, | 
(iii) The Corporation of the Town of Stoney Creek, 
(iv) The Corporation of the Town of Ancaster, 
(v) The Corporation of the Township of Glanbrook, 
(vi) The Corporation of the Township of Flamborough. 
as constituted by Section 2 of The Regional Municipality 
of Hamilton-Wentworth Act, and 
(ad) "Commissioner of Engineering" means the Commissioner of 
Engineering for the Regional Corporation or such person 
as is duly authorized to act in his stead, and 
(e) "consumer" means any owner, tenant or lessee who may 
have occasion to make use of any water service conn- 
ection to a property which he occupies in the course 
of residence or in the operation of a business, and 
(f) “owner" means any owner ne property which is located 
within the Regional Area and which may be serviced with 
water from the watermain distribution system of the 
Regional Corporation, and 
(g) "plumber" means any person, group, Owner, firm, company , 
corporation or contractor who hold themselves out as 
plumbers, pipefitters, or earthmoving contractors who 
engage in the work of installing pipes for the purpose 
of carrying potable water, and 
(h) "“premises" means the building or structure which is 
serviced with a water connection from the water dis- 
tribution system, of the Regional Corporation and 
which is located on publicly or privately owned 
property within the limits of the Regional Municipality, 
and 
(i) “Region”, or "Regional Area" means the area from time 


to time included within the Area Municipalities 


aN u 


(3) 


(k) 


(i) 


(m) 


(n) 


(o) 


a Oe 


established pursuant to section 2 of The Regional 


Municipality of Hamilton-Wentworth Act, and 


"Regional Corporation" or "Regional Municipality” 
means The Regional Municipality of Hamilton-Wentworth, 


and 


"Regional Council" means the Council of the Regional 


Corporation, and 


"Regional Treasurer" means the Treasurer for the Regional 
Corporation or such person as is duly authorized to act 


in his stead, and 


"service connection" means the service pipe connected 
to the watermain distribution system which is designated 


to carry water from this system to the street line, and 


"yard service" means the service pipe connected to the 
service connection at the street line which is designated 


to carry water from the street line to the premises, and 


"waterworks" (i) means the building, structures,plant, 
machinery, equipment, appurtenances, 
devices, conduit, intakes, outlets, 
underground pipelines and installations, 
and other works designated for the 
production, treatment, transmission, 
distribution and storage of water, and 

(ii) includes lands appropriated for such 


purposes and uses. 


' APPLICATION OF BY-LAW 


The provisions of the By-Law do not authorize the intro- 


duction of any watermain or service connection into any area 


or premises outside the limits of the Regional Area and no 


watermain or service connection is to be introduced into any 


area or premises outside the Regional Area except by special 


agreement with the Regional Corporation. - 


(1) 


(2) 


(3) 
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ADMINISTRATION AND ENFORCEMENT 


Except as otherwise expressly provided, in this By-Law, 

the Commissioner of Engineering is responsible 

(a) for the administration and enforcement of all 
the provisions of this By-Law, and 

(b) for the laying of watermains and services, 
installing hydrants, valves and all construct- 
ion pertaining to or incidental to the waterworks 
system of the Regional Corporation as authorized 


by the Regional Council. 


The Commissioner of Engineering may at all reasonable 
times and upon giving at least twenty-four (24) hours 
notice to a consumer enter any part of the building or 
other premises of such consumer to which water is sup- 
plied for the purpose of inspecting or repairing, or of 
altering or disconnecting any service pipe, wire or rod, 
within or without the building, or for placing meters or 
mote readers upon any service pipe or connection within 
or without the building as he considers expedient and 
for that purpose or for the purpose of protecting or 
regulating the use of the meter or remote readers, may 
set them or alter the position of them, or of any pipe, 
wire, rod, connection or tap, and may alter or discon- 


nect any service pipe. 


The Commissioner of Engineering is to furnish to the 

Regional Treasurer quarter-yearly in January, April, 

July, and October, not later than the 10th day of each 

of. said months, with va: tae. o1 

(a) all streets and parts of streets and other places 
where watermains and services have been laid 
during the immediately preceding three (3) cal- 
endar months, and 


(b) all premises where meters or remote readers have 


been installed or removed. 
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The Regional Treasurer is responsible for the billing 


and collecting of all rates and charges except as other- 


wise provided under this By-Law. 


WATER SERVICE CONNECTIONS 


Application for Water Service 
eee ee Ge ree ave 


Aca (1) 


Pamit;, Of 


(2) 


Location 


(3) 


Wherever there is a Regional watermain in a highway or 
other public communication, the owner or occupant of any 


abutting lands, which are within the Regional Area and 


which may be readily supplied therefrom, 


(a) may attend and make application to the Commissioner 
of Engineering on a prescribed form, for a permit 
for water supply service for domestic or fire 
purposes and where the service pipe to be installed 


is two inches (2") or more in diameter detailed 


plans, acceptable to the Commissioner of Engineering, 


are to be filed with the application, and 


(b) is to pay to the Regional Corporation a deposit of 
an amount as set forth in section 1 of Schedule "F" 


which is to be applied to the cost of the water ser- 


vice permit fee, of installing the service connection, 


of turning on the water, of inspection of the yard 
service, of installing the water meter and remote 
reader, and any necessary financial adjustment is 
to be made after the actual cost of such service has 


been determined. 


Diameter of Service Pipe at Main 

No connection is to be made, at the main, of a service 
pipe having a diameter larger than one nominal pipe size 
smaller than the main, except that a six inch (6") fire 
or combined service to the street line only may be con- 
nected to a six-inch (6") main, but the diameter of a 


fire service may be increased after leaving the main. 


and Installation of Service Pipe 
Every service pipe from the main to the building or 


other place to which the water is to be taken, is to 


(4) 


(5) 


(6) 


aye eae 


be laid in a straight line and at a right angle to 
the main, as nearly as practicable in the opinion of 


the Commissioner of Engineering. 


Where the owner or occupant in his application under 
sub-section (1) of this section indicates to the 
Commissioner of Engineering the place to which the 
Supply is to be taken and the pipe laid, the pipe is 


to be laid as indicated. 


Where the owner or occupant does not indicate in his 

application under sub-section (1) of this section the 
place to which the supply is to be taken and the pipe 
to be laid, and the pipe has consequently to be relaid 
at any time in a different position, every such relay- 
ing or change is to be at the expense of the owner or 


the occupant of the premises. 


Where excavation of bedrock is required over more 

than twenty-five per cent (25%) of the length of the 

trench in order to install the water service then 

the installation of the water service pipe may be 

permitted in the same trench as the yard sewer and 

private drain connection provided that all of the 

following conditions are complied with to the 

satisfaction of the Commissioner of Engineering, 

(a) that all water service pipes are laid five feet 
(5') below finished grade with a minimum of 
six inches (6") of granular material under such 
pipe, and 

(b) that the crown of the yard sewers or private 
drains in all places are not less than one foot 
(1') below the invert of the water service pipe, 
and 

(c) that the yard sewers and private drain connections 


are installed prior to the water service pipe. 
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Where installation is not permitted in the same trench 
in accordance with the provisions of sub-section (6) 
of this section, the water service pipe is to be laid 
in a separate trench from the yard sewer or private 
drain connection and the yard sewer or private drain 
connection is to be distant at least six feet (6') 
from the water service pipe, measured horizontally 
between the closest parts of the water service pipe 


and the yard sewer or private drain connection. 


Installation and Maintenance of Service Pipe 
Ce Ee ee ee eg See en Cerne pe 


(8) 


All service pipes are to be laid down and maintained 

in good repair in accordance with the provisions of 

The Public Utilities Act, Ontario, as in effect from 

time to time, but 

(a) where a yard service is laid or repaired by the 
owner of the land, the Commissioner of Engineering 
is to superintend the work, and the owner or 
occupant is to pay a fee for such superintendence, 
asuseu TLonpthyanasection 3-o0f) Schedule ."F", and 

(b) the expense of laying a service connection from 
the watermain to the limit of the street is to be 
borne by the owner or occupant of the premises to 
be serviced as set out in sub-section (1) of this 
section, and 

(c) all work involved in the installation and main- 
tenance of service connections is to be performed 
by the Regional Corporation or its agent, and 

(d) where a service pipe is frozen, the Commissioner 
of Engineering may in proper cases ‘cause it to be 
thawed for the fee set forth in section 7 of 
Schedule "F", and 

(e) where a replacement service larger than three quar- 
ters inch (3/4") diameter or an additional service 


is introduced into any premises, for the supply of 
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water for ordinary purposes, any abandoned service is 
to hetiecorneecee at the watermain and the whole cost 
of such disconnection and of the installation of the 
replacement or additional service pipe is to be at 

the expense of the owner or occupant of the premises, 
who is to pay to the Regional Corporation a deposit in 
an amount determined by the Commissioner of Engineering 
which is to be applied to the cost of the work and any 
necessary financial adjustment is to be made after the 
actual cost of the work has been determined by the Com- 


missioner of Engineering. 


Permits, Bonds and Insurance 


5. 


(1) 


With the exception of work done by duly authorized servants 
or agents of the Regional Corporation, no person is to per- 
form or commence any work of constructing, re-constructing, 
installing, altering, repairing, or connecting the whole or 
any part of any water service or any appurtenance thereof, 
except pursuant to a permit signed by the Commissioner of 


Engineering or his designate and in accordance therewith. 


The permit referred to in sub-section (1) of this section 
is not to be issued until the person who is to do the 
work has deposited with the Regional Corporation, 

(a) an indemnity bond, issued by a surety company li- 
censed to carry on business in Ontario, ina form 
acceptable to the Regional Treasurer and the Re- 
gional Solicitor for the sum of $1,000.00 and which 
is to guarantee payment to the Regional Corporation 
of the cost to it of all works and repairs carried 
out by it, as a consequence of that person's per- 
formance of the work, during each year and for a 
period of two (2) years after completion of the 


work, and 

(b) a certificate of insurance in the amount of 
$100,000.00 for property damage and $200,000.00 
for public liability paid up to date subsequent 


to the date for completion of the work for which 
the permit is issued and such insurance, 
(i) is to be issued by a company licensed to 
Carry on business in Ontario, and 
(ii) is to be in a form that is acceptable to 
the Regional Treasurer and the Regional 


Son CLLOrs 


Service Pipe Meters 


6. Every service pipe introduced into a building is to be intro- 
duced so as to provide for the future installation of a water 


meter in the manner shown in Schedule "D". 
Fire and Domestic Services to be Separated 


7. Wherever a single service pipe from a watermain supplies 
both a metered domestic service and unmetered fire service, 
such service may be combined only as far as the line of the 
highway and it is an offence for any person to install, 
Maintain or use an unmetered fire service combined with a 
metered domestic service, except: for that portion of the 


same which is in the highway. 
Work on Private Land 


8. No work is to be done by the Commissioner of Engineering 
on private land except as otherwise provided under this By- 
Law and under such other emergency circumstances as the 


Commissioner of Engineering considers necessary. 


INSTALLATION OF WATER METERS 


Requirement 
o% (1) Water meters 
(a) are to be installed on all services in the Re- 


gional Area for which the owner or occupant is 
required to pay meter rates as set out in sub- 


section (2) o£ Section 12, and 


(b) are to be installed on any service which is 
introduced into any area or premises outside the 
Regional Area by special agreement with the 
Regional Corporation, and 

(c) are to be installed by the Regional Corporation and 
maintained at the expense of the Regional Corporation, 
and 

(d) are to be installed by the Regional Corporation after 
the date of the enactment of this By-Law and are to 
be equipped with remote readers 
(1) which are to be installed by the Regional 

Corporation, and 
(ii) which are to be maintained at the expense of 


the Regional Corporation. 


Accessibility 


(2) 


(3) 


(4) 


Every water meter and remote reader are to be installed 

and maintained in a readily accessible manner, with the 

water meter located, at the point where the service pipe 

enters the building, except that 

(a) where, in the opinion of the Commissioner of 
Engineering such location is unsuitable, or 

(b) where the building is more than two hundred feet 
(200') from the property line where the service 
pipe is to be introduced, 

the meter is to be installed and maintained in a readily 

accessible manner at the property line, in a properly 

drained and otherwise suitable meter chamber and such 

meter chamber is to be constructed and maintained at the 

expense of the owner. 

where any such water meter is not accessible to a service 

truck, the Regional Corporation is not liable for damage 

to lawns or gardens by the truck, in the event of need for 

such access for purposes of repair or removal, or other 

necessary purposes. 

Every metered water service is to be provided with a 

suitably-valved by-pass, except where the service 


supplies only a single-family dwelling unit. 


= Apia 


Fees 


(5) Fees for the installation of water meters and remote readers 


are to be as set forth in section 2 of Schedule ie cae 
TESTING OF WATER METERS 


(6) Any owner or occupant may at any time have his meter 
tested by the Commissioner of Engineering upon making 
application in writing to the Commissioner of Engineer- 
ing and making a deposit of $25.00 and in such case the 
Commissioner of Engineering is as soon as practicable, 
to make reasonably convenient arrangements for the 
testing of the meter in the presence of the applicant. 
If the meter measures accurately within the manufacturers 
accepted limits of variation the expense of the test is 
to be borne by the applicant out of his deposit, but if 
the meter does not measure accurately with such limits, 
the expense of the test is to be borne by the Regional 
Corporation and a discount, that is reasonable in the 
opinion of the Commissioner of Engineering, allowed for 


the previous and current quarter. 
Reading Water Meters 


(7) Every owner and occupant of premises where a water 
meter is installed is to ensure that the periodic 
reading of such meters by the Employees of the Reg- 
ional Corporation, or other authorized persons who 
are assigned to that duty, is facilitated in all 
reasonable ways, and the failure of the owner or 
occupant to do so, or to make reasonable arrangements 
for such reading, is an offence under this By-Law and 
the hindering or obstructing by any person of any such 
employee in the carrying out or attempted carrying out 


of such duty is an offence under this By-Law. 
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FIRE PROTECTIONS SYSTEMS 


Standard Threads 

10. (1) No person is to install or maintain on any private fire 
protection system which is connected or to be connected 
to the Regional waterworks system, any hydrant or valve 
which is different from the standard in use in the Area 
Municipality involved with respect to nozzle or stem 


threads, nozzle connections or operating nuts. 


Pressure Pump and Alarm Check Valves Required 


(2) No person is to install or maintain an automatic 
sprinkler system in direct connection with a service 
pipe from a Regional main, unless 
(a) ieee is interposed one alarm check-valve in 
each riser, effectual to prevent the escape of 
water back into the Regional main, and also to 
activate an alarm when water flows through the 
valve from the main, and 

(b) a pressure of at least one hundred and twenty 
(120) pounds to the square inch is maintained in 


the sprinkler system by means of a suitable pump. 


Check Valve (om Hyenve rare Protection System 


(3) No person is to install or maintain any fire protection 
system unless the same is equipped with a suitable 
check valve effectual to prevent the escape of water 


back into the Regional main. 
LIABILITY FOR WATER RATES 


Wherever There is a Watermain 


11. (1) The owners and occupants of all lands in the Regional 
Municipality, who are supplied with water from a Reg- 
ional watermain are liable to pay water rates as herein 


provided. 
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Meter Rates 


(2) Except as otherwise provided in sub-section (5) of 
this section and except for water for fire protection 
purposes for which water no rate is payable, the owners 
and occupants of all lands supplied with water froma 
Regional watermain are liable to pay meter rates as 
Set; forthvan sub-seotions .(3)7, °(4) sand (5)F0£ sthas 
section and more particularly described in Schedule "B" 
and are liable for the minimum rate until the meter is 
removed, whether the water is being used or not, and 
the meter and remote reader are to be owned, installed, 


maintained and controlled by the Regional Corporation. 


Residential Meter Rates 
(3) The owners and occupants of all lands with a metered 
domestic service consisting of 


(a) a service connection of three quarter (3/4) of 
an inch or less are to pay a residential meter 


rate as set forth in section 1 of Schedule "B", and 


(b) a service connection in excess of three quarters 
(3/4) of an inch are to pay a Commercial, Instit- 
utional and Industrial meter rate as set forth in 


section 2 of Schedule "B". 
Commercial, Institutional and Industrial Meter Rates 
(4) The owners and occupants of all lands with a metered 
service other than a domestic service described in sub- 
secre (3) of this section are to pay the Commercial, 
Institutional and Industrial meter rate as set forth in 


section 2 of Schedule "“B". 


Non-Meter Rates 
(5) The owners and occupants of all lands 


(a) within the City of Hamilton with respect to which 
water rates are payable and which on the date of 
enactment of this By-Law have only a three-quarter 
(3/4) inch or smaller non-metered domestic service 
to a separately assessed dwelling in which not more 
than one family resides and in which there is no 
water-using garbage disposal unit, no water-using 
air-conditioning equipment, no water-using equip= 
ment not normally found in a dwelling used solely 


as such 


Su a 
aKS 
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(i) are not liable to pay meter rates as set 
forth in, seceion lor Schedule “B'™. but 
(ii) are liable to pay a non-metered annual 
rate based on the assessment used to cal- 
culate the taxes on land and buildings for 
the same year as set forth in Schedule "A" 
but 
any owner or occupant of lands may have a meter in- 
stalled upon making application in writing to the 
Commissioner of Engineering and paying the fee set 
forth in Schedule "A" and he is to thereupon pay the 


applicable meter rate set forth in Schedule "B", and 


(b) within the Town of Stoney Creek with respect to which 
water rates are payable and which on the date of enact-— 
ment of this By-Law are paying a flat rate charge are 
not liable to pay meter rates as set forth in section l 
of Schedule "B" but are liable to pay a flat annual 
rate as set forth in Schedule "A" but any owner or 
occupant of lands may have a meter installed upon 
making application in writing to the Commissioner of 
Engineering and paying the fee set forth in Schedule 
"F" and he is to thereupon pay the applicable meter 


rate set forth in Schedule "B", and 


(c) within the City of Hamilton and the Town of Stoney 
Creek with respect to which non-metered water rates 
are payable and in or upon which lands there is a 
pool having a capacity of more than 1000 Imperial 
Gallons, are to pay an annual charge for water supply 
tomthespoolmas, set; forth in Section 9 of Schedule “F". 
Temporary Connections 
(6) Water will be supplied at meter rates to travelling shows 
and for other temporary occasions upon application in writ- 
ing accompanied by a deposit in the amount set forth in 
section 1 of Schedule "C", from which there is to be ded- 
ucted first a fee in the amount shown in the said Schedule 
for connecting and disconnecting, and then the amounts due 
for water used. On the supply being disconnected, the am- 
ount of any credit is to be returned to the water user, 
but if the amount of the deposit should be exhausted while 
the continuance of the supply is still required, the water 


supply will be shut off unless a further deposit is made. 
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TaniweLrucks 


(7) Tank trucks will be supplied with water at the locations 
Shown in section 2 of Schedule "C" at a rate per thousand 


gallons as shown in the said section of the said Schedule. 
Street Hydrant Charges 


(8) Each Area Municipality is hereby charged the amount set 
forth in Section 3 of Schedule "C" for each street hydrant 
connected to the Regional Waterworks System to cover the 
cost of providing water for fire protection, sewer flushing 


and street flushing. 


Areas Outside the Regional Area 
(9) Where the Regional Corporation enters into an agreement 
with a municipality or the owner or occupant of any land 
which is outside the Regional Area or where the Regional 
Corporation takes over existing agreements with a munici- 
pality or the owner or occupant of any land which is out- 
side the Regional Area then charges will be made as set 


Forth Santsecerons. Of sccheduse 3"Ce, 


COLLECTION OF WATER RATES 


Non-Metered Rates 
12. (1) Non-metered water rates are, in accordance with an agree- 
ment between the Regional Corporation and the Area Municipality 


(a) to be calculated on the basis of the last revised 
assessment roll of the Area Municipality together 
with any supplementary assessment rolls, and 

(b) to be added to the collector's roll of the Area 
Municipality in the same manner as taxes and are 
subject to the same discounts, interests and pen- 
alties as for taxes, and the rates so collected 
by any Area Municipality are to be forwarded to the 
Regional Treasurer within the time prescribed in 
the agreement between the Regional Corporation and 


the Area Municipality. 
Metered Rates 
(2) Accounts for metered water rates are to be sent quarter- 
yearly on a monthly basis by the Regional Treasurer or 
by an Area Municipality, or Public Utilities Commission, 


acting on behalf of the Regional Treasurer under an 
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agreement with the Regional Corporation, if these 
accounts are sent by an Area Municipality or Public 
Utilities Commission then the rates so collected are to 
be forwarded, to the Regional Treasurer within the time 
prescribed in the agreement between the Regional Corp- 


Oration and the Area Municipality. 


Discounts for Prompt Payment 
(3) A discount for prompt payment is to be allowed on current 


metered water rates as set forth in section 3 of Schedule "B". 


Notification of Non-Payment 

(4) Where an account for metered water rates remains unpaid 
fifteen (15) days after the expiration of the discount 
period, a notice of non-payment is to be sent by the Reg- 
ional Treasurer or on his behalf by ordinary prepaid mail. 
If the account remains unpaid thirty (30) days after the 
expiration.ob the discount period, ‘a final notice is;to 
be sent by the Regional Treasurer or on his behalf by 
ordinary prepaid mail advising that if the account continues 
unpaid ten (10) days after the mailing of such final notice, 
the water may be turned off or the arrears may be collected 
by a distress or the arrears may be added to the collector's 


roll and collected in the same manner as taxes. 


When Meter does not Record Properly or Can Not Be Read 


(5) In the event of a water meter failing to record properly, 
or where the meter-reader is unent's to obtain a reading, 
the person or persons liable to pay the meter rates are 
liable to pay the same for an amount of water estimated 
on the basis of a corresponding period of the immediately 
previous year, or, where the water user did not occupy the 
same premises for the same period during the corresponding 
period of the previous year, then on the basis of a simi- 
lar period of the current year, or where that is not appli- 
cable then the water user is liable for the applicable min- 


imum charge as set forth in sections l.and 2 of Schedule "B". 


rae A tales 


Remedies for Non-Payment of Metered Water Rates 


(6) 


Where an account for metered water rates remains 

unpaid, the Regional Corporation may proceed in any 

or Sole of the following ways: 

Turning Off Water 

(a) The Regional Treasurer may notify the Commissioner 
of Engineering of any account remaining in arrears 
forth-five (45) days after the expiration of the 
discount period and upon receipt of such notifi- 
cation the Commissioner of Engineering may cause 
the water to be shut off and not turned on again 
until payment is made of all metered water rates 
outstanding, plus a fee for turning on the water 
in the amount set forth in section 6, of Schedule 
yee Ok 

Collection by Distress 

(b) arrears of metered water rates may be collected 
by distress upon the goods and chattels of the 
person or persons who ought to pay the same, or 
upon any goods and chattels in his possession, 
wherever the same may be found, or 

Collection in the Same Manner as Taxes 

(c) the amount of all metered water rates remaining 
unpaid forty-five (45) days after the expiration 
of the discount period may be entered on the 
collector's roll of the Area Municipality and 
collected in the same Manner as taxes, and are 
subject to the same interest and penalties as for 
taxes. Within ten (10) days after such action has 
been taken a written notice to that effect is to be 
sent by the Regional Treasurer, by ordinary prepaid 
mail, to the owner of the premises as set out in 


the last revised assessment roll. 
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' PROTECTION OF WATER USERS 


To Prevent Damage to Equipment 

13. (1) No direct connection is to be made, maintained or used, 
between a service pipe from the Regional main and any 
steam boiler, condenser or other plant or equipment 
liable to damage as a result of the shutting off of the 
water or as a result of fluctuations in water pressure 
in the Regional main, but in all such cases, either the 
water for such equipment is to be drawn from a tank into 
which the water has first been discharged from the 
service pipe, or some other suitable arrangement, accept- 


able to the Commissioner of Engineering, is to be made 


to protect such equipment. 


To Prevent Damage to Products 

(2) No direct connection is to be made, maintained or used, 
between a service pipe from the Regional Main and any 
food vat or other plant or equipment in which the quality 
of any product might be adversely affected by fluctuations 
in the quantity or quality of any water supplied, but in 
all such cases, either the water for such purpose is to 
be drawn from a tank into which the water has first been 
discharged from the service pipe, or some other suitable 
arrangement, acceptable to the Commissioner of Engineer- 


ing, is to be made to protect the product. 


To Protect Potability 
(3) No person is to install, maintain or use any connection 
with any part of a water supply system which is or may 
be connected to a watermain of the Regional Corporation, 
whereby foreign matter, non-potable water, or water from 


a private well may enter the Regional water supply system. 


PROHIBITED EQUIPMENT 


14. (1) No person is to install, maintain or use in connection 


with any part of the Regional waterworks system any 


PRU 
i AA Om Re 


i 
; 
| fi Fem, UA 
+ I . ; 
f . | yy T \ 
, d ‘ i } 
, 
) “ ys > : u : 
\ 4, Wy 
¢ YW y J \ 
e , y tel 7 : 
if A ’ 
| i ve LNT ae mgt 
| \ Nn rey Us 
5 fi » oy 
, i f 1) i ' 
oy c 
Ay Pat 


- 56 - 


sump pump or other device deriving power from the 
Regional waterworks system or any other water-using 


equipment not normally found in a plumbing system. 


(2) Sub-section (1) of this section is not to be deemed to 
prohibit a steam or warm water heating system, water- 


using garbage disposal equipment or pool. 


SPECIAL REQUIREMENTS FOR 


AIR CONDITIONING-EQUIPMENT AND PRODUCT-COOLING FQUIPMENT 
15. (1) No person is to install, maintain or use in connection 
with a Regional eae service, any air-conditioning - 
equipment regardless of size which uses water for 
cooling, unless such air-conditioning equipment is 
provided pie a suitable evaporative condenser, cooling 
tower, spray pond, or other suitable water cooling 
system of sufficient capacity to insure that after the 
system is initially filled the flow of water from the 
Regional water supply will not exceed one tenth (1/10) 
of a gallon per minute per ton of the rated cooling 
Capacity of the equipment, and, for the purposes of 
this provision, one ton of rated cooling Capacity means 
the capacity to remove energy as heat, at the rate of 
two hundred and eight-eight thousand (288,000) British 


Thermal Units per twenty-four (24) hours. 


(2) Where all the cooling water discharged from an air- 
conditioning unit is collected, stored and re-used in 
a commercial or industrial process, special permission 
may be granted upon application to the Commissioner of 
Engineering, touse such air-conditioning unit without 
installing the water saving devices required under sub- 


section (1) of this section. 


(3) Notwithstanding the provisions of this section, any 
equipment which does not conform to the requirements 


of this section but which was in use on or before the 


POW Pes 


necessary in the public interest, every person contra- 
vening any such further restrictions shall be deemed 


to be wasting water and guilty of an offence under this 


By-Law. 


MISCELLANEOUS REGULATIONS AND PROHIBITIONS 


Check Valves Required Where Two or More Services 


Wifieee (1) 


(2) 


Wherever there are two or more service pipes into one 
plumbing system, or into one premises where there is 
any likelihood of future interconnection, each service 
pipe is to be provided with a suitable check valve so 
located as to prevent re-entry of water to the main, 
and auch check valve is to be installed and maintained 


at the expense of the owner of the premises. 


Where a check valve is used a pressure relief valve is 


to be installed in the plumbing system. 


Protection from Frost 


(3) 


No person is to install, maintain or use any plumbing 
which is not properly protected, in the opinion of the 


Commissioner of Engineering, to prevent freezing. 


When Premises Vacated 


(4) 


(5) 


Whenever any premises having a water service is vacated 
for more than twenty-four (24) hours at a season when 
there is likelihood of freezing, the occupant 
(a) is to thereupon notify in writing the Commissioner 
of Engineering to shut off the water at the 
street line, and 
(b) is to pay a fee for same as set forth in section 4 


of Schedule "F". 


Whenever any premises having a water service becomes 
vacant, the owner is required within twenty-four (24) 
hours to notify in writing, the Commissioner of Eng- 


ineering to shut off the water at the street line and 
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lst day of January 1974 and has been in regular 
operation since that date may be continued in use for 
a period not extending beyond the lst day of January 
1984 so long as such equipment is not increased in 
capacity or replaced or substantially reconstructéd 


in the opinion of the Commissioner of Engineering. 
' WASTING OF WATER 

Where Self-Closing Valves Required 

16. (1) No person is to install, maintain or use any water 
closet or urinal in connection with a service pipe 
from the Regional main, unless the same is equipped, 
in the opinion of the Commissioner of Engineering, 
with a suitable self-closing valve or other device 


which prevents needless waste of water from the 


Regional mains. 


Lawn-Watering Restrictions 

(2) No owner or occupant of premises or any other person, 
is to water or permit to be watered any lawn or garden, 
or any sidewalk or roadway, except during the hours 
specified in Schedule "E" but where the nature of the 
use of a lawn or garden does not permit watering in 
accordance with Schedule "E", the Commissioner of 
Engineering may issue a permit for watering during 
specified hours not exceeding a total of seven(7) 


hours in any twenty-four (24) hour period. 


Emergency Shortage of Water 


(3) In the event of a water shortage being caused by 
disablement or threatened disablement of a pumping 
station or by reason of any other emergency, and the 
Chairman, or Acting Chairman of the Regional Corp- 
oration, proclaims the emergency and prescribes 


further restrictions on the use of water as may seem 


ey ae: 


is required to pay a fee for same in the amount set 
forth in section 4 of Schedule "F" and the same fee is 
to be paid by the owner for turning the water on again 


as set forth in section 5 of Schedule "F". 


When Notice to Commissioner of Engineering Required 


(6) No person is, without first giving notice in writing to 
and obtaining the approval of the Commissioner of Engineering 
(a) to connect any private water system to the Regional 
waterworks system, or 
(b) to make any connection to the Regional waterworks 


system. 


Unauthorized Use of Street Hydrants 


(7) No person is, without lawful authority, to open or use 
any fire hydrant in any street or other public place. 
The Commissioner of Engineering may by written permit, 
issued by him, authorize the use of a specified hydrant 
for a specified time under specified conditions, inclu- 
ding the superintending of such use by the Commissioner 


of Engineering or his designate. 


Use of Water from Private Fire Protection System 
(8) No person is to use any water from any private fire 
protection system, for any purpose other than fire 


fighting. 


Private Swimming Pools 
(9) Private swimming pools may be filled by the Commissioner 
of Engineering after payment of the fee as set forth in 
section 8 of Schedule "F", if there is a municipal 
fire hydrant siutated within five hundred feet (500') 


of the swimming pool. 


NOTE: For liability for damage to water meters or other 
Regional Waterworks equipment and for various 
statutory offences see The Public Utilities Act, 
Ontario, as in effect from time to time. 


Schedules 


18. Schedules "A" to "F" attached hereto form part of this By-Law. 
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' PENALTIES 


19. Every person who contravenes any provision of this By-Law 
is guilty of an offence and on summary conviction is liable 
to a fine of not more than $1,000.00 or may be imprisoned 
without the option of fine for a term of not more than one 


month. 


SHORT TITLE 
20. This By-Law may be known and cited as "The Waterworks By-Law". 


ENACTED AND PASSED this day of , 1974. 


Mrs. J.M. Gallipeau Mrs. Anne H. Jones 
Clerk Chairman 
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SCHEDULE "A" 


TABLE OF NON-METERED RATES 
(Referred to in Section 11 (5) ) 


CITY OF HAMILTON 


Assessment of Land and Buildings Annual Rate 


From EC) 
0 500 Sis 40 
501 1,000 16.20 
008: 17500 18.99 
we Oud: 2,000 Pa Cae 1h 
2,001 2,500 24.50 
250) 3,000 2221 
37,001 3,500 29.84 
Sy Oud: 4,000 32.64 
4,001 4,500 Sowa 
Bs OL, 5,000 Soo 
5, O01 57 500 40.70 
Dig OL 6,000 43.24 
6,001 6,500 45.95 
6,501 7,000 48.51 
e001 7,500 S15 
TOOL 8,000 53.69 
B00) 8,500 SGwas 
8,501 9,000 58.88 
B00. 9,500 61.35 
o> 02 10,000 63.99 
10,001 11,000 69.05 
11,001 12,000 74.04 
12,001 13,000 78.90 
13,001 14,000 raj Wao ihe} 
ae 0.0 1 157,000 88.64 
ES, OO 16,000 93.36 
16,001 LIS O00 98.05 
TOOL 18,000 LOZ. 75 
18,001 19,000 TOM ow 
19,001 20,000 111.94 
20,0C1 25,000 133.16 
25,001 30,000 LS5302 
207001 35,000 71345 
Siw ome 40,000 188.60 
40,001 45,000 204.33 
Ae UO 50,000 218.44 
50,001. 60,000 243.57 
60,001 70,000 263.68 
LO, DOL 80,000 2eowau 
80,001 90,000 2985077 
90,001 100,000 309° 5 
over 100,000 320.09 


TOWN OF STONEY CREEK 


FLAT RATE $29.00 PER ANNUM 
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SCHEDULE "B" 


TABLE OF METER RATES 
(Referred to in Section 9(2), (3) and (4) 


1. Residential Meter Rates for Sewers 3/4" or Smaller 


The Minimum charge per quarter year including the use of 3000 
imperial gallons of water and the gallonage charge for the 
amount of water used over and above the first 3000 gallons per 
quarter is as follows: 


Minimum Gallonage Rate 
Charge per 1000 gallons 
City of Hamriton $3.00 ; SOLAN SIS 
Town of Dundas $4.00 $396 7/5 
Town of Ancaster $4.00 $1.00 
Town of Stoney Creek $3.00 $0.63 
Township of Flamborough $3.00 $0.63 


2. Commercial, Institutional and Industrial Rates including Resi- 
'dential Rates for Services Greater than 3/4" 


(1) Minimum Charge 
The minimum charge per quarter year, including the use of 


10,000 imperial gallons of water, according to the size 
of the meter is 


Meter Size Amount per Quarter Year 
AWLIR, (ase ls Ashenk sola PIES 
3/4 inch 13.00 
Tyinch is yi2y 0) 
1-1/2 inch Ly e2Zo 
pau meveds ; 20.50 
Seeinch Shoes) 
4 inch 45.50 
Snencnh 80.50 
8 inch P3900. 
At Wine | ode 214.00 


(2) Gallonage Rate 


The gallonage charge for the amount of water used over and 
above the first 10,000 imperial gallons per quarter is as 
follows: 


(a) $0.56 per thousand imperial gallons per quarter year 
period on water consumption over 10,000 imperial gal- 
lons but not exceeding 60,000 gallons, and 


(b) $0.44 per thousand imperial gallons per quarter year 
period on water consumption over 60,000 gallons but 
not exceeding 600,000 gallons, and 


(c) $0.35 per thousand imperial gallons per quarter year 
period on all water consumption in excess of 600,000 
imperial gallons. 


3. Discounts for Prompt Payment 


All amounts for water at rates provided in this Schedule are 
subject to a ten per cent (10%) discount if paid on or before 
the discount date shown on the bill, which date is to be at 
least ten days later than the billing date. 


SAG SY 


SCHEDULE "C" 


MISCELLANEOUS RATES FOR WATER 


(Referred ‘to in Sectronm 1) (6) 2(7)—(8)-and (9) 


Temporary Connections 


The deposit required from travellina shows or other temporary 
users is Fifty Dollars ($50.00), of which the sum of Twenty- 
Five Dollars ($25.00) is the fee for connecting and discon- 
necting the water supply. 


Tank “Trucks 


The Rate for water supplied to tank trucks is One Dollar > 
($1.00) per thousand gallons or part thereof and such trucks. 
will be supplied at the following locations, 


(a) Warren Avenue immediately north of Mohawk Road 
East in the City of Hamilton (coin operated), 
and 


(b) Fire Station, Norfolk Street in the City of Hamilton, 
and 


(c) Shavers Road, Town of Ancaster (coin operated). 


Street Hydrants 


The rate pavable by Area Municipalities for the use of Street 
Hydrants is Fifty Dollars ($50.00) per annum for each such 
Street Hydrant. 


Areas Outside the Regional Area 


The rate for water supplied to municipalities or the owner or 
occupier of any lands outside the Regional Area is the appli- 
cable meter rate set forth in Schedule "B", plus a fifty per 
cent (50%) surcharge or such other surcharge as may be speci- 
fically defined in the agreement between the Regional Corpor- 
ation and the municipality, owner or occupier of the lands 
outside the Regional Area. 


Nahe 
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SCHEDULE 'D' 


PROVISION FOR WATER METERS 


FOR SINGLE FAMILY DWELLINGS 
SECTION 6 OF BY-LAW No ON WATER WORKS AND WATER 
RATES REQUIRES THAT PROVISION BE MADE DURING THE 
INTRODUCTION OF PLUMBING SYSTEMS FOR THE.FUTURE 


INSTALLATION OF WATER METERS AS DETAILED IN SCHEDULE "p" 
HEREUNDER. aT ras ore 


TERS, : ananen 


SPACER TO BE FITTED 
INSIDE ON ALL NEW 
ay ae UCTION TO ALLOW FOR 
UTURE 3/4" WATER METER 
INSTALLATION. 
90° ELBOW COPPER 


Sy 90° ELBOW COPPER 
wo TO 1.2 THREAD 
' 
x< 
Oo 
ao 
STOP WASTE & 
VALVE 
en 
FLOW ——-» 
FD TELE TRL FT 
| ELEVATION SECTION A-A 


SPACER DETAIL 
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ieCHEDULE sis. 


HOURS FOR WATERING LAWNS AND GARDENS 
(Referred to in Section 16 (2) ) 


1. In areas having municipal street numbers 


(a) on that side of the street where the municipal numbers 
are odd, 


(i) between 6 and 9 o'clock in the forenoon, and 
(ii) between 5 and 9 o'clock in the afternoon, local time, 
on odd-numbered days of the calendar month. 

(b) on that side of the street where the municipal numbers 
are even, 
(i) between 6 and 9 o'clock in the forenoon, and 
(ii) between 5 and 9 o'clock in the afternoon, local time, 


on even-numbered days of the calendar month. 


2. In areas having no municipal street numbers 
(a) on the west and north side of the street 
(i) between 6 and 9 o'clock in the forenoon, and 
(ii) between 5 and 9 o'clock in the AGERE oy local time, 


on odd-numbered days of the calendar month. 


(b) on the east and south side of the street 
(i) between 6 and 9 o'clock in the forenoon, and 
(ii) between 5 and 9 o'clock in the afternoon, local time, 


on even-numbered days of the calendar month. 
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SCHEDULE "F" 
TABLES OF FEES FOR VARIOUS SERVICES 


1. Deposit to apply to the cost of installing water services in 
accordance with Section 4 (1) (b) for the corresponding diameters: 


BA UAL Met Tm eens rae On re EN pelle Pee mene Yh at ae $475.00 
se, CLAIM ON Tsu certs fa Phares tates hone taber ste gaaebeN et stu tebe te tones te Toba e $490.00 
LAA TAMETL GI; Ad aueiaier coctolgas tepatone sus ieket tie etl oa iniel wuereropeno tere $595.00 
2, AMAME ESL Set.) cutee carat te come ere ete vapanel slats cove. ete tat wheter $695.00 
Diameter arGate pncnany oe ec wee hee woot oaeh feeuel rs Deposit based on 


cost estimated by 
the Commissioner 
of Engineering 


2s (1) Water service permit Tae Daa AR Ree ek NONI ae FO pL ite a $10.00 
as referred to in section 4(1) (a) 


(2) Fees for the installation of water meters and remote 
readers as set forth in section 9 (1): 


Sf AMC ATAMS TOT fe rp wekena teed sat ere ei cked ele elas ears a ceue hola ele) Gre. olateue $15.00 
Pee PAL AMG CES Pager. chdcetaiecaretere fe aie cis) tous (eave Sretthaitrcha eis sreletens.c SES 200 
135 FeCl TaAMeee ae terete trate tate are ha iel cunts tomar an wut, te NAO e, We SoU 
205 [OP AWGT een tetra che bap otate ete raters ere talelenes eter aue teksto lerorever ane $15.00 
AY NAPRANEGECY ewan aererereteveteletc chee erecta lave readicce tetobel ty a veleratorers $55.00 
GE CORE ATNG ICG: Tome terete ct ovale Tava cere votlehetekarehalt a euewerere aime Sratleere S55=:00 
SPS BAM eae tence ete cee ccotereketa a terete eer eveteekaonte HE eget eae $55.00 
LO IEAM Be Toei ct etee crete ec elto tate seahorse dale: tohs fev cueeletcle conte» taveneecde $55.00 


3. For superintending the laying or repairing of a yard 
Service asureLerredstOmine SeCELOn, 418). (a) sic cicts cleo elokere ies te (08) 


4. For shutting off water at the street as referred to 
in SC CELOM Saeed era Nom 15) iti a larate levels sass cleiavcvecs’s sais sbevelieres 5 #5200 


5. For turning on water at the street as referred to in 
SOCE LOM eG etree te re delate’ olaiaisls eisheiers are bliuielelwhetaierers ae 6:0! e's es S25. 00 


6. For turning on water at the street,after it has been 
shut off for non-payment of rates (and which includes 
the charge for the previous turning off), as referred 


CO. A Soe LU) = rc) cles, a Fore a cole tier aol al Sid w'le' ea! ys Shee bral $10.00 
7. For thawing out service pipes as referred to in 
BEC LONSA Cc) pee et eet te to tate Tota ellen a oie steals" a <lal'e.e oie! 6 e's, ete ote $10.00 
8. (1) For filling private swimming pools up to 30,000 
gallons’ as referred to in section 17(9).........-- $50.00 
(2) Each additional 5,000 gallons or part thereof..... Sir woG 


9. For supplying water to a pool having a capacity of © 
more than 1000 Imperial gallons as referred to in 
section 11(5) (b) “an vanntal charge! Of occ sele) aie ote cintmiate oie o $25.00 


NOTE: All deposits and fees noted above are to paid prior to 
any work being carried out by the Regional Corporation. 
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THE REGIONAL MUNICIPALITY OF HAMILTON-WENTWORTH 


REPORT ON 
UNIFORM POLICIES AND BY-LAWS 
RELATED TO 
WATER AND SEWAGE FACILITIES 
AND THE ESTABLISHMENT OF 
RATES AND CHARGES FOR THESE FACILITIES 


The Corporation of the Regional Municipality of Hamilton- 
Wentworth having assumed responsibility on January 1, 1974 
for the supply and distribution of water and the collection 
and treatment of sewage in the new Regional Municipality of 
Hamilton-Wentworth now wishes to establish uniform policies 
and by-laws with regard to these facilities and also wishes 
to review the rate structure and charges for the use of 


these facilities. 


The Consultant shall carry out the following work: 


Is Waterworks 
a) Prepare detailed inventories of the policies, 
by-laws, rates and charges which were in effect 
in each'water area' of each area municipality 
prior to the assumption of the water facilities 


by the Regional Corporation. 


b) Prepare detailed plans showing the extent of the 
existing 'water areas' in each area municipality 
at the time of assumption and also the possible 
extension of these 'water areas' based on the 


five year capital works budget prepared by the 


Commissioner of Engineering. 


c) Prepare new policies and by-laws for the considera- 
tion of the Corporation with respect to the supply 
of water and the management and maintenance of the 


waterworks systems. 


dq) 


Review the water rates and charges in each 
'water area' of each area municipality and prepare 


alternate rate structures for ‘area rates" and 


"regional rates' for the consideration of the 


Corporation. “These rate structures, should be 
related to the five year capital works budget 


prepared by the Commissioner of Engineering. 


Zi Sewage Works 


a) 


b) 


Prepare detailed inventories of the policies and 
by-laws which were in effect in each ' serviced 
area” Of leach yarea Municlpality prr0r cOetne 
assumption of the sewage facilities by the 


Regional Corporation. 


Prepare detailed plans showing the extent of the 
existing serviced areas in each area municipality 
at the time of assumption and the possible 
extension of the 'serviced areas' based on the 
five year capital works budget prepared by the 


Commissioner of Engineering. 


Prepare new policies and by-laws for the considera- 
tion of the Corporation with respect to the 
discharge of water and wastes into the sanitary 


sewage system. 


Review the rates to be imposed on and collected 
from all area municipalities to cover the cost of 
the regional expenditure for the maintenance, 
operation and debt service of the regional sewage 
systems in the area municipalities and prepare 
the necessary by-laws for the imposition of these 
sewage rates. These rates should be related to 
the five year capital works budget prepared by 


the Commissioner of Engineering. 


General 


a) 


2), 


d) 


The consultant shall retain the services of Mr. 
George Yates, Legal Consultant to the Regional 
Corporation, to assist in the preparation of the 


by-laws. 


Prepare 20 copies of the draft report. 


After approval of the draft report prepare 100 
copies of the final report for submission to the 


Regional Council. 


Maintain close liaison with the Commissioner of 


Engineering during all stages of the report. 
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MAPS OF WATER SERVICE AREAS 
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EXISTING WATER BY-LAWS 
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City of Hamilton - Water Use By-Law 

City of Hamilton - Fluoridation By-Law 
Town of Stoney Creek - Water Use By-Law 
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THE CORPORATION OF THE CITY OF HAMILTON 


WATER WORKS BY-LAW 


BY-LAW NO. 66-8 


as amended by 


By-Law Nos. 68-68, 68-87, 68-142, 69-263, 
(Oa lH Ae (21 AL ® 7310, 7 1-322, 


(zone 1 20.5, 8-69 are on 3 18 
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This edition is prepared for purposes of convenience only, 
and for accurate reference recourse should be had to the 


following By-laws: 


By-law No. 66-8, passed January 11, 1966 
By-law No. 67-58, passed February 14, 1967 
By-law No. 68-68, . passed March 12, 1968 
By-law No. 68-87, passed March 12, 1968 
By-law No. 68-142, passed April 30, 1968 
By-law No. 69-263, passed November 25, 1969 
By-law No. 71-54, passed February 23, 1971 
By-law No. 71-71, passed March 9, 1971 
By-lew No, 1-214, passed August 31, 1971 
By-law No. 71-310, passed December 1, 1971 
By-law No. 71-322, passed December 14, 1971 
By-law No. 71-332, passed December 14, 1971 
By-law No. 72-60, passed’ March 15, 1972 
By-law No. 73-39, passed January 30, 1973 


By-law No. 73-318, passed November 27, 1973 


NOTE: See also Appendix 'A', which refers to various pertinent 
provisions of the Public Utilities Act, and to Building 
By-Law No. 4797. 
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THE GORPORATION OF THE CITY OF HAMILTON 


THE WATER WORKS BY-LAW 


BY-LAW NO. 66-8 


as amended by 
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Short Title 


is This By-law may be known and referred to as The Water Works 
By-law. 


Application of By-law 


Dee The provisions of this By-law shall not be deemed to authorize 
the introduction of any water supply pipe into any premises outside the 
limits of the City of Hamilton, as these limits may be varied from time 
to time; and no water supply pipe shall be introduced into any premises 
outside said limits save by special agreement with the city corporation 
or by other lawful authority. 


Administration and Enforcement 


on (1) Save as otherwise provided the city engineer shall be 
responsible for the administration and enforcement of all the provisions 
of this By-law and shall be manager of the water works and in charge 
of all work of construction or alteration done by the city corporation in 
connection therewith, including the laying of watermains and service 
pipes; and, wherever the owner of any premises exercises his right 
under the statute to lay that portion of the service pipe extending from 
the line of the highway to the wall of the building or other place into 
which the water is to be taken, the city engineer shall be responsible 
for the superintending of the laying of the same and that the materials 
used are as currently used for similar installations by the city 
corporation, and that the work is done in a proper workmanlike manner, 
and unless this requirement is waived subjected to a 150 pounds per 
square inch pressure test at the owner's expense. 
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(2) The city engineer shall also furnish the assessment 
commissioner and the treasurer quarter-yearly in January, April, July 
and October, not later than the 10th day of each of said months, with a 
list of all streets and parts of streets and other places where watermains 
and services have been laid during the preceding three calendar months, 
and all premises where meters have been installed or removed. 


(3) The city treasurer shall be responsible for the billing 
and collecting of all rates and charges provided for in this By-law. 


Supplementary Assessments Appeals 


4. (1) The assessment commissioner shall prepare monthly a 
supplementary tax roll showing all increases in assessment after the 
closing of the assessment roll, in accordance with the provisions of The 
Assessment Act, and furnish a copy thereof to the treasurer, and each new 
total assessment shall be the assessment on which flat rates shall be 
calculated. 


(2) Where any assessment is not the same as the assessment 
on the last revised assessment roll, an appeal therefrom shall lie to the 
Court of Revision and the County Judge, in the same manner as an 
assessment appeal under The Assessment Act. 


Water Service Connections 
55 (1) Application for Water Service 


Wherever there is a city watermain in a highway or other 
public communication, the owner or occupant of any abutting lands which 
are within the City and which may be readily supplied therefrom may 
attend and make application to the city engineer on the prescribed form, 
for a water supply service and for a permit for domestic or fire purposes, 
and shall pay a deposit of an amount as indicated in Schedule 'F', to apply 
to the cost of installing the service and turning on the water, and the 
necessary financial adjustment shall be made after the cost has been 
determined. 


(2) Limit of Diameter of Service Pipe at Main 


No connection shall be made at the main, of a service pipe 
having a diameter larger than one nominal pipe-size smaller than the 
main, except that a six-inch fire or combined service may be connected 
to a six-inch main, but the diameter of a fire service may be increased 
after leaving the main. 


(3) Location, etc. of Trench 


a). Every service pipe from the main to the building 
or other place to which the water is to be taken, 
shall be laid ina straight line and at a right angle 
to the main, as nearly as practicable; 
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b). Where the owner or occupant in his application indicates 
to the City Engineer the place to which the supply is 
to be taken and the pipe laid, the pipe shall be laid 
as indicated; 


c). Where the owner or occupant does not indicate in his 
application the place to which the supply is to be taken 
and the pipe to be laid, and the pipe has consequently 
to be relaid at any time in a different position, every 
such relaying or change shall be at the expense of the 
Owner or the occupant; 


d). The installation of the water service pipe may be per- 
mitted in the same trench as the yard sewer or private 
drain connection where excavation of bed rock is 
required to within a depth of five feet six inches (5'-6") 
from finished landscape grade in order to install the 
water service provided that all the following conditions 
are met to the satisfaction of the City Engineer. 


(i) All water service pipes shall be laid five feet 
(5') below finished grade with a minimum of six 
inches (6") of granular material under the pipe; 


(ii) The crown of the yard sewers or private drains 
in all places shall not be less than one foot 
(1') below the invert of the water service pipe; 


(iii) The yard sewers and private drain connections 
are installed prior to the water service pipe. 


(3a) Where installation is not permitted in the same trench in 
accordance withthe provisions of clause (d) of subsection 3 of Section 5, 
the water service pipe shall be laid in a separate trench from the yard 
sewer or private drain connection and the yard sewer or private drain 
connection shall be distant at least six feet (6') from the water service 
pipe, measured horizontally between the closest parts of the water service 
pipe and the yard sewer or private drain connection. 


(4) Installation and Maintenance 


All service pipes shall be laid down and maintained in good 
repair in accordance with the provisions of The Public Utilities Act, 
as to the manner of laying and by whom, the responsibility for expense 
and otherwise. 


Provided that where a service pipe is laid or repaired by the 
owner of the land, the city engineer shall superintend the work, and 
the owner shall pay a fee for such superintendence, as shown in Schedule 
Ae . 


And provided further that the expense of laying a three-quarters 
inch service pipe from the watermain to the limit of the street shall be 
borne by the City Corporation and the work performed by the City Cor- 
poration or its agent; and where the service pipe is greater than three- 
quarters inch but not greater than two inch diameter the additional cost 
of materials over and above the cost of three-quarters inch pipe and 
materials shall be borne by the owner. , 


Nae ae 


And provided further that where a service pipe larger than two 
inch diameter is applied for, the whole expense incidental to the laying 
of the same shall be borne by the owner. 


And provided further, that where any applicant requires a 
service to be introduced between the 15th day of November and the 15th 
day of March following, all extra costs incurred by reason of winter 
weather shall be borne by the owner or occupant. 


And provided further, that where a service pipe is frozen, the 
city engineer shall be at liberty in proper cases to thaw it for the fee 
shown in Schedule 'F'. aa 


And provided further, that where a replacement service larger 
than three-quarters inch diameter or an additional service is introduced 
into any premises, for the supply of water for ordinary purposes, any 
abandoned services shall be disconnected at the watermain and the 
whole cost of such disconnection and of the installation of the replace- 
ment or additional service pipe shall be at the expense of the owner. 


(5) a). With the exception of work done by duly authorized 
servants of the corporation, no person shall perform or 
commence any work of constructing, reconstructing, 
installing, altering or connecting the whole or any 
part of any water service or any appurtenance thereof, 


except pursuant to a permit signed by the City Engineer 
or a duly authorized assistant and in accordance there- 
with. This permit shall not be issued until the person 
who is to do the work has deposited withthe corporation 
an indemnity bond in satisfactory form, for the sum of 
$1,000.00, for work performed during each year and 

for a period of two years after completion thereof; 

such bond to be by a surety company licensed to carry 
on business in Ontario. 


The bond referred to in section 5a shall, 


(i) indemnify the corporation against all damages, 
actions, costs, and expenses it may pay, incur, 
or be put to by reason of any claim for damages 
or injury caused by the negligence of the said 
person or his agents or workman, or by want of 
repair during the period mentioned above, and 


(ii) guarantee payment to the corporation of the cost 
of all works and repairs rendered necessary by, 
or resulting from the performance of the work. 


No person shall perform or commence any work of 
repairing any part of any water service except after 

he has furnished the corporation with the bond required 
by section 5a and after he has notified the City Engineer. 


d). The person who is to do the work of constructing, 
reconstructing, installing, altering, repairing, or 
connecting to any water service shall furnish the 
corporation with a certificate of insurance in the 
amount of $100,000.00 for property damage and 
$200,000.00 for public liability paid-up to a date 
subsequent to the date for completion of the work 
‘for which the permit is issued: such insurance to 
be by a company licensed to carry on business in 
Ontario. 


(6) Provide for Meter on Service Pipe 


Every service pipe introduced into any buiding shall be so 
introduced as to provide for the future installation of a water meter in 
the manner shown in Schedule 'D'. 


(7) Fire and Domestic Services to be Separated 


Wherever a single service pipe from a watermain supplies both 
a domestic and a fire service, such service may be combined only as 
far as the line of the highway, and it shall be an offence for any person 
to install, maintain or use an unmetered fire service combined with a 
domestic service, save for that portion of the same which is in the highway. 


(8) Notwithstanding subsection 1, no work for a water supply 
service on private land shall be done by the City Engineer, except upon 
such emergency circumstances the City Engineer may determine. 


(9) Work for a water supply service on private land shall be 
done after a permit has been first obtained by the owner or his duly 
authorized agent except in emergency circumstances where the permit 
shall be obtained on the first day following the emergency when an 
application may be made under subsection 1. 


Installation of Water Meters 
6. (1) Accessibility 


Every water meters shall be installed and maintained in a 
readily accessible manner, at the point where the service pipe enters 
the building, except that where for any reason such location is unsuitable, 
or where the building is more than two hundred feet (200'-0") from the 
property line where the service pipe is to be introduced, the meter shall 
be installed and maintained in a readily accessible manner at the property 
line, at the expense of the owner, ina properly drained and otherwise 
suitable meter chamber. 


Provided that where any such meter is not accessible to a 
service truck, the corporation shall not be liable for damage to lawns or 
gardens by the truck, in the event of need for such access for purposes 
of repair or removel, or other necessary purpose. 


(2) Valved By-Pass Required for Certain Meters 


Every metered water service shall be provided with a suitably- 


valved by-pass, except where the service supplies only a single-family 
dwelling unit. 
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Fire Protection Systems 
7 (1) Standard Threads, etc. 


No person shall install or maintain on any private fire 
protection system which is connected or to be connected to the city 
water works system, any hydrant or valve which is different from the 
city standard with respect to nozzle or stem threads, nozzle connec- 
tions or operating nuts. 


(2) Pressure Pump and Alarm Check Valves Required 


No person shall install or maintain an automatic sprinkler 
system in direct connection with a service pipe from a city main, unless 


a). there is interposed one alarm check-valve in each 
riser, effectual to prevent the escape of water back 
into the city main, and also to activate an alarm when 
water flows through the valve from the main, and 


b). a pressure of at least one hundred and twenty pounds 
to the square inch is maintained in the sprinkler 
system by means of a suitable pump. 


(3) Check Valve on Every Fire Protection System 


No person shall install or maintain any fire protection system 
unless the same is equipped with a suitable check-valve effectual to 
prevent the escape of water back into the city main. 


Liability for Water Rates 
Be (1) Wherever There is a Watermain 


The owners and occupants of all lands in the City of Hamilton, 
where the land abuts on a highway or other public communication in 
which is a watermain from which such land is or may readily be supplied 
with water, are liable to pay water rates as herein provided. 


(2) Meter Rates 


Save as otherwise provided in subsection 3, and save for 
water for fire protection purposes, for which water, no rate shall be 
payable, the owners and occupants of all lands supplied with water from 
a city watermain shall be liable to pay meter rates as set forth in Schedule 
'B', and shall be liable for the minimum rate until the meter is removed 
whether water is being used or not, and the meter shall be one owned, 
installed, maintained and controlled by the city corporation. 
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(3) Non-metered Rates 


The owners and occupants of all lands with respect to which 
water rates are payable and which are either not actually supplied with 
water orhave only of three-quarters inch domestic service to a separately 
assessed tenement in which not more than one family and three lodgers 
reside, and in which there is no water-using garbage disposal unit, no 
water-using air conditioning equipment, no water-using product-cooling 
equipment, no water-using equipment not normally found in a dwelling 
used soley as such, shall not be liable to pay meter rates as set forth in 
Schedule 'B' but shall be liable to pay a non-metered annual rate based 
on the assessment used to calculate the taxes on land and buildings for 
the same year, as set forth in Schedule 'A’. 


Provided that any owner may have a meter installed at his 
own expense, upon application in writing, and pay meter rates. By-law 
No.68-87, S.2.; By-law Now 71-010/7°S. 0a); By-law No. 72-64" 


a). The owners and occupants of all lands with respect to 
which non-metered water rates are payable and in 
or upon which lands there is a pool having a capacity 
of more than 1000 Imperial gallons, shall pay an 
annual charge for water supply to the pool set forth 
in section 9 of Schedule 'F’. By-law No. 71-310, 
Selb) 


(4) Temporary Connections 


Water will be supplied at meter rates to travelling shows and 
for other temporary occasions upon application in writing accompanied 
by a deposit in the amount indicated in Schedule 'C', from which shall 
first be deducted a fee in the amount shown in said Schedule for 
connecting and disconnecting, and then the amounts due for water used. 
On the supply being disconnected, the amount of any credit shall be 
returned to the water user, but if the amount of the deposit should be 
exhausted while the continuance of the supply is still required, the 
water supply will be shut off unless a further deposit is made. 


(5) Tank Trucks 

Tank trucks will be supplied with water at the locations 
shown in Schedule 'C' at a rate per thousand gallons as shown in 
said Schedule. 

(6) Interdepartmental Charges 


Interdepartmental charges will be made as indicated in 
Schedule 'C'. 


Collection of Non-metered Rates 


9. Non-metered rates shall be added to the collector's roll 
and collected in the same manner as realty taxes and shall be subject 
tothe same discounts and interest and penalties. By-law No. 68-87 
eeks 
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Collection of Meter Rates 


LOY (1) Billing of Meter Rates 


Accounts for meter rates shall be sent quarter-yearly ona 
monthly cyclical basis by the city treasurer by ordinary prepaid mail 
to the occupant of the premises served, unless otherwise requested 
by the owner. 


(2) Discounts for Prompt Payment 


A discount for prompt payment shall be allowed on current 
meter rates as indicated in Schedule 'B'. 


(3) When Meter Does Not Record Properly or Can't Be Read 


In the event of a meter failing to record properly, or where the 
meter-reader is unable to obtain a reading, the person or persons liable 
to pay the meter rates shall be liable to pay the same for an amount of 
water estimated on the basis of a corresponding period of the previous 
year, or, where the water users did not occupy the same premises for 
the same period during the corresponding period of the previous year, 
then on the basis of a similar period of the current year, or where that 
is not applicable either, then liability shall be for the minimum charge 
as specified in Schedule 'B'. 


a). Notification 


Where an account for metered water rates remains 
unpaid fifteen days after the expiration of the discount 
period, a notice of non-payment shall be sent by 
ordinary prepaid mail. If the account remains unpaid 
thirty days after the expiration of the discount period, 
a final notice shall be sent advising that if the account 
is still unpaid ten days after the mailing of such final 
notice, the water may be turned off or the arrears may 
be collected by distress or the arrears may be added to 
the tax roll and collected in the same manner as realty 
taxes. By-law No. 71-71, S.1. 


(4) Remedies for Non-payment of Metered Water Rates 


Where an account for metered water rates remains unpaid, the 
City may proceed in any or all of the following ways: 


a). Turning Off Water 


The Treasurer may notify the City Engineer of any 
account remaining in arrears forty-five days after the 
expiration of the discount period and upon receipt of 
such notification, the City Engineer shall cause the 
water to be shut off and not turned on again until 
payment is made of all metered water rates outstanding, 
plus a fee for turning on the water in the amount as 

set out in Schedule 'F'. 
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b). Collection by Distress 


Arrears of metered water rates may be collected by 

distress upon the goods and chattels of the person 

Or persons who ought to pay the same, or upon any 
goods and chattels in his possession, wherever the 
Same may be found. 


c). Collection as Taxes 


The amount of all metered water rates remaining unpaid 
forty-five days after the expiration of the discount 
period may be entered on the collector's roll and 
collected in the same manner as realty taxes, and shall 
be subject to the same interest and penalties. Within 
ten days after such action has been taken a notice to 
that effect shall be sent to the owner of the premises 
as set out in the last revised assessment roll. By-law 
Now /1=/ 1, oe. 


Testing Meters 


Pin Any Owner or occupier may at any time have his meter tested by 
the city engineer upon making application in writing and a deposit of 
$25.00 and in such case the engineer shall as soon as practicable make 
reasonably convenient arrangements for testing in the presence of the 
applicant; and if the meter proves to be correct within the generally 
accepted limits of variation from accurate measurement by reason of 
variation in rate of flow or otherwise, the expense of the test shall be 
borne by the applicant out of his deposit; but if the meter does not measure 
accurately within such limits, the expense of testing shall be borne by 
the city corporation and a reasonable discount allowed for the previous 
and the current quarter. 


Protection of Water Users 
12s (1) To Prevent Damage to Equipment 


No direct connection shall be made, maintained or used, 
between a service pipe from the city main and any steam boiler, condenser 
or other plant or equipment liable to damage as a result of the shutting 
off of the water or as a result of fluctuations in water pressure in the 
city main, but in all such cases, either the water for such equipment 
shall be drawn from a tank into which the water has first been discharged 
from the service pipe, or some other suitable arrangement made to 
protect such equipment. 


(2) To Prevent Damage to Products 


No direct connection shall be made, maintained or used 
between a service pipe from the city main and any food vat or other plant 
or equipment in which the quality of any product might be adversely 
affected by fluctuations in the quality of any water supplied, but in all 
such cases, either the water for such purpose shall be drawn from a tank 
into which the water has first been discharged from the service pipe, or 
some other suitable arrangement made to protect the product: 
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(3) To Protect Potability 


No person shall install, maintain or use any connection 
with any part of a water supply system which is or may be connected 
to a watermain of the corporation, whereby foreign matter or non- 
potable water may enter the water supply system. 


Prohibited Equipment 


13% No person shall install, maintain or use in connection with 
any part of the city water works system, any Sump pump or other device 
deriving power fromthe city water works system, or any other water- 
using equipment not normally found in a plumbing system. 


Provided that this shall not be deemed to prohibit a steam or 
warm water heating system, water-using garbage disposal equipment 
water-using air-conditioning equipment, water-using product-cooling 
equipment or a pool. 


Special Requirements for 
Air-Conditioning Equipment and Product-Cooling Equipment 


TA No person shall install, maintain or use in connection with 
a city water service, any air-conditioning equipment regardless of size, 
which uses water for cooling, unless such air-conditioning equipment 
is provided with a suitable evaporative condenser, cooling tower, spray 
pond, or other suitable water cooling system of sufficient capacity to 
insure that after the system is initially filled the flow of water from the 
public water supply will not exceed one tenth (1/10) of a gallon per 
minute per ton of the rated cooling capacity of the equipment, and, for 
the purposes of this provision, one ton of rated cooling capacity means 
the capacity to remove energy as heat, at the rate of two hundred and 
eighty-eight thousand (288,000) British Thermal Units per twenty-four 
hours; 


Provided that where all the cooling water discharged from an 
air-conditioning unit is collected, stored and re-used in a commercial 
or industrial process, special permission may be granted, upon application, 
to use such air-conditioning unit without installing the water saving 
devices required by this section; and 


Provided that any equipment which does not conform to the 
foregoing, but which was in use on or before and has been in regular 
operation ever since the 8th day of March, 1960, may be continued in 
use for a period not extending beyond the 8th day of March, 1970 so 
long as it is not increased in capacity or replaced or substantially 
reconstructed. By-law No. 68-68, S.1l. 


Wasting Water Prohibited 
LSS (1) Where Self-Closing Valves Required 
No person shall install, maintain or use any water closet or 
urinal in connection with a service pipe from the city main, unless the 


same is equipped with a suitable self-closing valve or other device 
which prevents needless waste of water from the city main. 
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(2) Lawn-Watering Restrictions 


No owner or occupier of premises or any other person, shall 
water or permit to be watered any lawn or garden, or any sidewalk or 
roadway, except during the hours specified in Schedule 'E'; 


Provided that where the nature of the use of a lawn or garden 
does not permit watering in accordance with such provision, the city 
engineer may issue a permit for watering during specified hours not 
exceeding seven hours in any twenty-four hour period. 


(3) Emergency Shortage of Water 


In the event of a water shortage being caused by disablement 
or threatened disablement of a pumping station or by reason of any other 
emergency, and the Mayor or Acting Mayor proclaims the emergency and 
prescribes further restrictions on the use of water as may seem necessary 
in the public interest, every person contravening any such further 
restriction shall be deemed to be wasting water and guilty of an offence 
against this By-law. 


Miscellaneous Regulations and Prohibitions 
16; (1) Check Valves Required Where Two or More Services 


Wherever there are two or more service pipes into one plumbing 
system, or into one premises where there is any likelihood of future inter- 
connection each service pipe shall be provided with a suitable check 
valve so located as to prevent re-entry of water to the main, and such 
check valve shall be installed and maintained at the expense of the owner. 


(2) Protection from Frost 


No person shall install, maintain or use any plumbing which 
is not properly protected to prevent freezing. 


(3) When Premises Vacated 


a). Whenever any premises having a water service is 
vacated for more than twenty-four hours at a season 
when there is likelihood of freezing, the occupant 
shall be responsible for notifying the City to shut 
off the water at the street line and shall pay the 
fee for same as set out in Schedule 'F'. 


b). Whenever any premises having a water service 
becomes vacant, the owner shall be responsible that 
the City Engineer is promptly notified in writing and 
paid a fee for the turning off of the water at the 
street, in the amount shown in Schedule 'F'; and 
a Similar fee shall be paid for turning it on again. 
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(4) When Permit Required 


No person shall without first obtaining a permit from the 
City Engineer for a fee as set out in Schedule 'F', 


a). connect any private water system to the city water 
works system, or 


b). make any connection to the city water works system, 
or 


c). make any extension or alteration of any domestic 
water service or plumbing system, or of any fire 
protection service or system, which is connected 
or to be connected to the city water works system. 


(5) Auauthorized Use of Street Hydrants 


No person shall without lawful authority open or use any 
fire hydrant in any street or other public place; 


Provided that this shall not be deemed to prohibit the city 
engineer from authorizing by written permit, the use of a specified 
hydrant for a specified time under specified conditions, including the 
superintending of such use by a regular employee of the corporation. 


(6) Use of Water from Private Fire Protection System 


No person shall use any water from any private fire protection 
system, for any purpose other than fire fighting. 


(7) Reading Meters 


Every owner and occupier of premises where a water meter is 
installed shall be responsible that the periodic reading of such meters 
by the corporation's employees who are assigned to that duty shall be 
facilitated in all reasonable ways, and the failure to do so, or to make 
reasonable arrangements for such reading, shall be an offence; and the 
hindering or obstructing by any person, of any such employee in the 
carrying out or attempted carrying out of such duty shall also be an 
offence. 


(8) Private swimming pools may be filled by the City Engineer 
after payment of the fee as set out in clause 8 of Schedule 'F', provided 
that there is a municipal fire hydrant, situate within 500 feet of the 
swimming pool. By-law No. 69-263, S.1. 


Penalties 


SS es Every person who contravenes any provision of this By-law 
is guilty of an offence and on summary conviction is liable toa fine of 
not more than $1,000.00 or may be imprisoned without the option of a fine 
for a term of not more than one month. By-law No. 73-39, S.95. 
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Repeal 


ie By-law Number 64 of the Revised By-laws of 1910 Respecting 
the Use of Water for Fire Purposes, and By-law Number 4698 on Water 
Works and Water Rates, passed on the 26th day of March, 1935, and 
all by-laws to amend the said two by-laws are hereby repealed. 
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SCHEDULE 'A' 


TABLE CF NON-METERED RATES 
(Referred to in Section 8 (3) 


Assessment of Land Annual 
and Buildings Rate 
From die) 

S 0 : 500 Sele 
501 1,000 14.09 
00 1. 17500 LGsot 
yea 27, OOO 18.88 
a pOOL 2,300 21730 
Zod. 3,000 23406 
BO 37/500 Poy Shs) 
SOUL 4,000 235.30 
4,001 4,500 30R 74 
4,501 5, 000 Sel alUS: 
SO Or 5, 000 Shen ow) 
BOUL 6,000 372.60 
6,001 6, 500 69.96 
GUL 7,000 42.18 
7,00) feo Oo. 44.48 
77501 8,000 46.69 
8,001 8,500 48.98 
801 9,000 D120 
97 001 97 500 53.05 
sly SO) 10, 000 vonto4 
TOOT O00 60.01 
ty, 001 12,000 64.38 
127,001 13,000 68.60 
13,001 14,000 I begers 
14,001 15, 000 77208 
Te, 001 16, 000 eis laruellas) 
ko, 001 17,000 85.26 
7 COL 18,000 89235 
18,001 19, 000 OS ork 
19,001 20,000 9734 
20,001 257000 HSAs 
“ee a OL BMA 30, 000 130. 06 
SLURL OER 35, 000 149.09 
gai, O01 40,000 164.00 
40,001 45,000 177.63 
45,001 50, 000 Feo 295 
50,001 60, 000 211.80 
60,001 70,000 Aids Nes | 
70,001 80,000 246% oo 
80,001 90, 000 AR sve is Alys, 
90,001 100, 000 268. 83 
over 100,000 278.34 


By-law No, 71-332, 3.1. 
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TABLE OF METER RATES 


(Referred to in Section 8 (2) etc.) 


ies Minimum 


Minimum 
water, according to 


Charge 


Charge, including the use of 10,000 gallons of 
the size of the water meter: 


Meter Size Amount per Quarter Year 
+ or 5/8 inch Sloe cal 
3/4 inch 10.90 
1 inch 12.99 
14 inch 14.38 
2 inch Lia 
3 inch 29.64 
4 inch S70 
6 inch O70 
8 inch 1S. 00 
LOginen 173. LO 


Provided that: 


a). 


b). 


Meters installed within the first month or removed 
within the last month of a billing cycle shall be 
subject to the full minimum charge; 


Meters installed or removed during the second month 
of a billing cycle shall be subject to 2/3 of the 
minimum charge which shall include the use of 
7,000 gallons of water; and 


Meters installed in the last month or removed in the 
first month of a billing cycle shall not be subjected 
to a minimum charge, but only to the gallonage rate 
as set out below. 


ae Gallonage Rate 


Gallonage charges over and above the first 10,000 gallons 


per quarter shall be 


a). 


b). 


ey) 


according to the amount used, as follows: 


46.64 cents per thousand gallons per quarter year 
period on water consumption over 10,000 gallons 
but not exceeding 60,000 gallons; and 


36.43 cents per thousand gallons per quarter year 
period on water consumption over 60,000 gallons 
but not exceeding 600,000 gallons; and 


29.28 cents per thousand gallons per quarter year 


period on all water consumption in excess of 
600,000 gallons. 
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oe Discounts for Prompt Payment 


All amounts for water at rates provided in this schedule shall 
be subject to a ten per cent discount if paid on or before the discount 
date shown on the bill, which date shall be at least ten days later than 
the billing date. 


4, These changes in rates shall take effect as of January 1, 
972. By-law No. 71-332) 0.2: 


AS eet 


SCHEDULE C’ 


MISCELLANEOUS RATES FOR WATER 
(Referred to in Section 8 (4) etc.) 


i be Temporary Connections 


The deposit required from travelling shows or other temporary 
users shall be Fifty Dollars ($50.00), of which the sum of Twenty-five 
Dollars ($25.00) shall be the fee for connecting and disconnecting the 
water supply. 


ae Tank Trucks 


The rate for water supplied to tank trucks shall be One Dollar 
($1.00) per thousand gallons or part thereof and such trucks will be 
supplied at the following locations, namely: - 


a). Warren Avenue immediately north of Mohawk 
Road East (coin operated) 


ley )e City Fire Station, corner Barton Street East and 
Woodward Avenue, and 


Cyn Norfolk Street Fire Station. 


Se Interdepartmental Charges 


a). The Fire Department shall be charged, and Water 
Works shall be credited, with Thirty Dollars 
($30.00) per annum per street hydrant connected 
tothe water works system, 


i) The sewer flushing account of the Department of 
Engineering shall be charged, and Water Works 
shall be credited, with a flat rate of Two Dollars 
($2.00) per annum per mile of installed sewer, 
for water for sewer flushing. 


re) ie The street watering and flushing account shall 
be charged, and Water Works shall be credited, 
with a flat rate of Ten Dollars ($10.00) per 
annum per mile of streets, for water for street 
flushing and watering. 
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SCHEDULE “D' 


PROVISION FOR WATER METERS 


For Single Family Dwellings 


Section 5 (6) of By-Law 66-8 on Water Works and Water Rates 
Requires that Provision be made during the Introduction of Plumbing 
Systems for the Future Installation of Water Meters as Detailed in 
Schedule 'D' hereunder. 
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SCHEDULE 'D' 


f 


PROVISION FOR WATER METERS 


FOR SINGLE FAMILY DWELLINGS 
SECTION 5(6) OF BY-LAW 66-8 ON WATER WORKS AND WATER 
RATES REQUIRES THAT PROVISION BE MADE DURING THE 
INTRODUCTION OF PLUMBING SYSTEMS FOR THE. FUTURE 
INSTALLATION OF WATER METERS AS DETAILED IN SCHEDULE "p" 
HERE UNDER. a 
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PACER DETAIL 


BILL NO. 324 
SCHEDULE 'D' TO BY-LAW NO. 73-318 PASSED ON THE 27TH DAY OF NOVEMBER 1973. 


THE CORPORATION OF THE CITY OF HAMILTON. 


“ee VICTOR COPPS 
CITY CLERK MAYOR 


aa 


rn 1 


ay 


SCHEDULES FE: 


HOURS FOR WATERING LAWNS AND GARDENS 
(Referred to in Section 15 (2) 


1 On that side of the street where the municipal numbers 
are odd: 


Between 6 and 9 o'clock in the forenoon, and 
Between 5 and 9 o'clock in the afternoon, local time, 


On odd-numbered days of the calendar month. 


Ze On that side of the street where the municipal numbers 
are even: 


Between 6 and 9 o'clock in the forenoon, and 
Between 5 and 9 o'clock in the afternoon, local time, 


On even-numbered days of the calendar month. 
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SCHEDULE ‘F’ 


TABLES OF FEES FOR VARIOUS SERVICES 
(Referred to in Section 5 (4) etc.) 


UM, a).. 


Deposit to apply to the cost of installing water 
services in accordance with subsection 1 of section 
5 for the corresponding diameters: 


WeOLaMmetar aleve cece sea oi cusses iene ets Sy VAC) 

TV PCIOINGLOR surrte ecress eee eters Bre $140.00 

PemOtamG tian ciesic coo cas ete oe ees $240.00 

Ibiameter greater than 2 es... 60s 5 sens Deposit based 
el COS 


estimated by 
City Engineer 


b). Deposit to apply to the cost of work done in 
accordance with the last paragraph of 
SECELOMe a Cale oer ore te wrt boone) ie cadena ere Deposit based 
on cost 
estimated by 
City Engineer 
Tes For superintending the laying or repairing of 
a service pipe, as referred to in provision to Section 
a ae ete ea we nee cool a taie ls cree ee ei or ateinterete's) tees a8 679 5. 1200 
oe For shutting off water at the street as referred 
COMER CCILONT UO. (olla) pata (Dire eee elec cle cw etenets eae 57 2200 
4, For turning on water at the street, as referred 
FOLiae CECT Olica a (Leaner WO (3). (1D) cisco xlle ole wo ohae os eecere S200 
De For turning on water at the street, after it has 
been shut off for non-payment of rates (and which 
includes the charge for the previous turning off), as 
PETerreO tO. IN GECTION i Omg ei eis nie ewes are die ae else le hie 5. 50.00 
6, For thawing out service pipe as referred to 
fv Seetlionsh (ay seco once e ee ates Se tee tke ties siete atone * $10.00 
Ts For water service permit as referred to in 
Sections & (1) and Ub (4)oo sccee aters 2 elas eee eee mremenn «eer $10.00 
8. a). For filling private swimming pools not 
exceeding capacity of 30,000 gallons, 
as referred to in Section 16) (6). 14s. $50.00 
b). For pools larger than 30,000 gallons 
additional charge for each additional 
5,000 gallons or part thereof........ oer ape 8 
By-Law No. 69-263,58.2. 
9. For supplying water to a pool having a capacity 
of more than 1000 Imperial gallons, as referred to in 
Section & (ja), an arinvialtnanie OF ..cccc dete ee tec aes. 00 


By-law No. 71-310, S.2. 
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APPENDIX 'A' 


Note to S.5 (4): 
See also sections 6 and 7 of The Public Utilities BGs 


R.S.O. 1970, Chapter 390 as to responsibility for 
installation, maintenance and repair of service pipes. 


Note’ to S. 7: 
The fire protection provisions of Building By-Law No. 


4797 require a pressure pump on every stand pipe 
system if required for adequate pressure. 


Note to S.13: 


For equipment or occupants requiring installation of 
water meters see section 8. 


Note to S.16 (1): 


Where a check valve is used, a pressure relief valve 
should also be installed in the plumbing system. 


Note to S.16: 


For liability for damage to water meters or other city 
equipment see section 52 of The Public Utilities Act. 


For various statutory offences and penalties see section 
13 of The Public Utilities Act. 
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THE CORPORATION OF THE CITY OF HAMILTON 


BY-LAW NO. 67-58 


A By-Law Requiring the Fluoridation of the 
Public Water Supply of the City of Hamilton 


WHEREAS Subsection 1 of Section 5 of The Fluoridation Act, 
1960-61, Chapter 30, provides, inter alia, that where a waterworks 
system is operated by or for two or more local municiplaities, the body 
operating the waterworks system shall establish, maintain and operate 
a fluoridation system in connection therewith, only after the councils 
of a majority of such municipalities have passed a by-law requiring the 
fluoridation of the water supply of their respective municipalities; 


AND WHEREAS a waterworks system is operated by The Cor- 
poration of the City of Hamilton for more than two local municipalities, 
namely, the local municipalities of the City of Hamilton, the Town of 
Dundas, the Town of Stoney Creek, the Township of Saltfleet and the 
Township of Ancaster; 


AND WHEREAS the Township of Saltfleet, the Township of 
Ancaster, the Town of Stoney Creek and the Town of Dundas, constituting 
a majority of the municipalities for which the waterworks system is 
operated, have enacted by-laws requiring that their water supply be 
fluoridated; 


AND WHEREAS the Council of The Corporation of the City of 
Hamilton submitted to the electors of the municipality on December 7, 
1966, the following question: 


"Are you in favour of the fluoridation of the public water 
supply of this municipality?" 


AND WHEREAS the question received the affirmative vote of 
a majority of the electors who voted on the same and the Council is, 
therefore, obliged pursuant to subsection 2 of section 3 of the said 
Fluoridation Act to pass a by-law to establish, maintain and operate a 
fluoridation system in connection with the waterworks system. 


NOW THEREFORE the Council of the Corporation of the City 
of Hamilton enacts as follows: 


Le Subject to the approval of the Ontario Water Resources Com- 
mission to the proposed works having been first obtained, there shall be 
established, maintained and operated in connection with the waterworks 
system of the City of Hamilton a fluoridation system as defined in The 
Fluoridation Act, Revised Statutes of Ontario, 1960-61, Chapter 30. 


PASSED by the Council of The Corporation of the City of 
Hamilton this 14th day of February, A.D. 1967. 


E. A. SIMPSON, VICTOR GOPPS, 


City Clerk Mayor. 
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THE CORPORATION OF THE TOWN OF STONEY CREEK 


BY-LAW NO. 935 


Being a By-Law to regulate the time, manner 
and extent of the use of water supplied by 
the Corporation of the Town of Stoney Creek 
to the residents thereof. 


WHEREAS the Council of the Corporation of the Town of 
Stoney Creek is desirous of preventing the willful waste of water and by 
such prevention to insure an adequate supply of water to all parts of the 
Town at all times: 


NOW THEREFORE the Corporation of the Town of Stoney 
Creek enacts as follows: 


By-law Number 907 of the Town of Stoney Creek is hereby 
repealed. 


ie No person shall, save during the hours hereinafter set forth 
in Schedule 'A' use any Town water for lawn watering, irregation or 
garden watering whether by mechanical or hand means. 


Be No person shall at any time permit the wasteful discharge 
of Town water for any purpose unnecessary to public health or sanitation. 


a a). Any person guilty of violating the provisions of 
Sections (1) and (2) shall be liable upon Summary 
Conviction to a fine of not more than $100.00 ex- 
clusive of costs for the first offence and not more 
than $300.00 for each successive offence exclusive 
of costs in the discretion of the convicting Magistrate. 


b). Each violation of the water restrictions hereinbefore 
set forth shall constitute a separate offence. 


4, Any person who 


a). Wilfully allows to run or unnecessarily discharges 
Town water or sells or disposes of the same or uses 
Town water in a wasteful manner shall be guilty of 
an offence punishable upon Summary Conviction and 
liable to a fine of not more than $300.00, exclusive 
of costs in the discretion of the convicting Magistrate. 


b). Wilfully opens any hydrant, stopcock, chamber or 
pipe without written authority to do so by the Town 
Superintendent shall be guilty of an offence punishable 
upon Summary conviction and liable to a fine of not 
more than $300.00 exclusive of costs in the discretion 
of the convicting Magistrate. 
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De Notwithstanding the provisions of this by-law those persons 
having new lawns either seeded or sodded may upon application to the 
Town Clerk obtain a permit for watering the same outside the hours here- 
inbefore provided but such watering shall be limited to those hours 
specified on the permit to be provided by the Town Clerk and at no other 
times. 


6. This by-law shall not apply to municipally, provincially or 
federally owned lands situate in the Town of Stoney Creek comprising of 
public buildings, parks and recreation areas. 


Tee a). Every person being the owner of a swimming pool in 
the Town of Stoney Creek shall be required to advise 
the Town Clerk in writing of his, her or their owner- 
ship of such pool and shall notify the Town Clerk in 
writing of his, her or their intention to fill such pool. 


b). The rate to be paid to the Town for filling a swimming 
pool shall be as set out in Schedule 'B' hereto and 
shall be payable to the Town Clerk in addition to all 
other water rates payable. The fees payable in this 
section shall be collected by the Town Clerk in a like 
manner to municipal taxes and shall be applied on the 
regular tax account of the owner or owners. 


c). A swimming pool is as defined in By-law No. 933. 


8. Emergency Shortage of Water. In the event of a water shortage 
the Mayor or Acting Mayor may proclaim an emergéncy and prescribe such 
further and other restrictions on the use of water as may be deemed nec- 
essary in the public interest and any person contravening such emergency 
restriction shall be deemed to be wasting water and guilty of an offence 
against this By-law. 


ENACTED and PASSED in the first, second and third readings 
iis 23rd day of .Mayr 1972. 


J. A. Farnworth Bernice C. Kipps 
A/Mayor Clerk 
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SCHEDULE "A" 


HOURS FOR WATERING LAWNS AND GARDENS 


(Referred to in Section 1) 


On that side of the street where the municipal numbers 
are odd: 


Between 8 and 10 o'clock in the forenoon, and 
Between 7 and 9 o'clock in the afternoon, local time, 


On odd-numbered days of the calendar month. 


On that side of the street where the municipal numbers 


are even: 


Between 8 and 10 o'clock in the forenoon, and 
Between 7 and 9 o'clock in the afternoon, local time, 


On even-numbered days of the calendar month. 
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SCHEDULE B 


(Referred to in Section 7 (b) 


Table of Fees payable to the Corporation of the Town of Stoney Creek 
for filling private swimming pools: 


a). For filling private swimming pools the sum of $10.00. 


b). Effective January 1, 1973 the rate chargeable for pools 
shall be as follows: - 


For pools from 500 to 1000 gallon 
capacity a fee of $10.00 


Por pools in excess of 1000 gallon 
capacity a fee of SS NG 
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THE CORPORATION OF THE TOWNSHIP OF SALTFLEET 


BY-LAW NUMBER 2120 


as amended by 


By-Laws No. 3061-71 and 3123-72 


A by-law to regulate and govern the construction 
of water mains and water services in all water 
areas of the Township of Saltfleet Water System, 
to fix rates and charges for the installation of 
water services and for the water thereby supplied 
and to regulate and govern the use of water. 


WHEREAS it is deemed necessary for the orderly development 
and control of all water areas of the Saltfleet water system that certain 
regulations governing the construction, maintenance and use of such 
system be put into force. 


NOW THEREFORE the Council of the Corporation of the Town- 
ship of Saltfleet enacts as follows: 


Parte, Interpretations and Definitions 
Ae In this by-law: 


a). "Council" means the Council of the Corporation of 
the Township of Saltfleet. 


b). "Owner" means and includes the person or persons 
entitled under a conveyance, agreement of sale or 
devise or under the provisions of The Devolution of 
Estates Act or The Statute of Limitations to any 
lands and premises connected with or proposed to 
be connected with the water system and shall include 
a mortgagee in possession. 


c). "Township" means the Corporation of the Township 
of Saltfleet and includes, where the context permits 
its duly authorized officers, contractors, employees 
and agents. 


d). "Township Clerk" means the Clerk of the Corporation 
of the Township of Saltfleet. 


Part 2. General Regulations for the Construction and Maintenance 
of Water Mains and the Maintenance of Water Services 


2 The construction of water mains to serve an area or street will 
be considered by the Council when a petition, drawn and signed in 
accordance with the provisions of Section 11 of The Local Improvement 
Act. R.S.O. 1960, Chapter 223 and amendments thereto, has been sub- 
mitted to the Township Clerk. 


rede yee 


oe a). Exemptions in assessment shall be granted pursuant 
to Section 37 of The Assessment Act, R.S.O. 1960, 
Chapter 23 and any amendments thereto to an owner 
of farm land comprising one continuous area having 
a frontage on a street or highway upon which a 
watermain has been constructed. This exemption 
shall be established annually by Council. 


b). Exemptions in flankage shall be given to corner lots 
where a watermain has been constructed along or 
adjacent to more than one limit of any such lot. Such 
exemption shall comprise either 100 feet of exemption 
or the longest limit of the lot along or adjacent to the 
watermain, whichever is the lesser. 


c). In the case of irregularly shaped lots, an increase 
or reduction shall be made in the frontage rate which 
would otherwise be chargeable thereon sufficient, 
having regard to the situation, value and superficial 
area of such lots as compared with other lots to adjust 
the said frontage portion on a fair and equitable basis. 


A’ Where petitioners desire watermains and other works to be 
installed before the 30th day of November in any year, the petition 
requesting such work shall be submitted to the Council prior to the 31st 
day of March of that year. 


oe Where application is made for the construction and install- 
ation of watermains, water services, water meters and other works and 
apparatus for the purpose of supplying water to subdivisions, surveys 
or land in process of development for industrial, commercial or resident- 
ial purposes, such construction and installation shall be subject to the 
following provisions and conditions: 


a). All such works shall be designed, constructed and 
installed by the Township, its engineers, contractors 
or employees, or as otherwise approved by Township 
Gouneil: 


b). Such works shall include the installation of service 
pipes from the watermain to the street line and 
from the street line to the building or premises to 
be supplied with water. 


c). All materials, engineering services, inspection fees, 
contractors' services, gross cost of labour including 
unemployment insurance, Ontario Hospitalization and 
all other benefits granted by the Township to its work- 
men, and other necessary expenses and outgoings shall 
be supplied by the Township at cost plus 10 per cent. 


d). The cost of all such materials, engineering services, 
inspection fees, contractors' services, labour and 
other necessary expenses and outgoings shall be 
estimated by the Township Engineering Department 
and paid in advance to the Township by the owner 
Or owners of any such subdivision, survey or land. 
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When final costs are computed, after the work is 
completed, any balances remaining shall be paid 
by the owner or owners to the Township before 
water is finally turned into the mains. 


e). In addition to the cost of materials, construction 

and installation as set forth in subsection (d) such 
Owner or Owners Shall pay in advance to the Town- 
ship the sum of One Dollar for each linear foot of 
watermain constructed or proposed to be constructed 
in any such subdivision, survey or land, as an 
equitable share of the cost of all watermains and 
other works and equipment which provide a supply 
of water to the watermains proposed to be con- 
structed in such survey, subdivision or land. 


f). Upon completion of the construction and installation 
of such watermains, water services, water meters 
and other works and equipment in such survey, sub- 
division or land the owner or owners of such survey, 
subdivision or land shall forthwith assign, transfer 
and make over such watermains, water services, 
water meters and other works to the Township. 

Such owner or owners shall maintain such watermains 
and be responsible for their performance to the satis- 
faction of the Township Engineer for one year after 
water is finally turned into the system. 


Or No person shall at any time draw off or use any water from 
a municipal hydrant without having first obtained permission from an 
officer or servant of the Township authorized in that behalf. This 
restriction shall not apply to municipal firemen where water is required 
for fire protection purposes. 


ee No person shall obstruct free access to any hydrant by placing 
on it or close to it any structure, building, material, earth, rubbish or 
other obstructive matter, nor shall any person conceal or partially con- 
ceal a hydrant with any structure, shrubbery or other object. 


8. No person shall park an automobile, truck or vehicle of any 
description within a radius of 6 feet of any hydrant. 


9. No person shall in any way interfere with any hydrant, valve, 
curb stop, pipe, water meter or other waterworks appliance whether 
inside or outside of any building; and it shall be the duty of any res- 
ident to report to the Township any damage to any such appliance when 
it shall come to his notice. 


Sect Meee pe Construction and Maintenance 
of Water Services 


ie Application in writing for municipal water service to a build- 
ing or premises shall be made by the owner or owners thereof to the 
Township Water Department on an application form provided for such 
purpose, and at the time of such application such owner or owners 
shall pay to the Township the estimated charge for installing the water 
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service to such building or premises from the watermain to the street 
line and from the street line into the building or premises erected on 
his or their property, such charge to be computed in accordance with 
Schedule 'A' to this by-law. 


de Where a house is tenant occupied, the tenant shall make a 
deposit of $10.00 and sign the appropriate Township Water Department 
application form. Where the owner or owners also sign the above 
mentioned form, no deposit by either owner or tenant shall be required. 


Ee The Township may refuse to supply such water service 
unless a waiver in the form hereunto annexed as Schedule 'E' to this 
by-law, is signed by the owner and the occupant. 


1S. The size of service pipe into each building or premises 
shall be determined by the Township Water Department provided 
however, that in no case shall such service pipe be less than 5/8 inch 
in diameter. 


14, The Township shall endeavour where possible to install a 
water service where directed by the customer but in every case the 
Township shall have the right to determine the nature of the service 
connection required and the position and location in which such 
service pipe and other equipment and appliances shall be installed. 


iS. Where any variation from standard practice is permitted by 
the Township, any additional expense incurred by reason of such 
variation shall be borne and paid by the applicant. 


EG. Every service pipe both within the street allowance and 
upon the owner's lands and premises shall be installed by the 
Township and all such service pipe shall be laid at a depth of at 
least four feet six inches below the level or proposed level of the 
surface of the ground when completely graded. Any owner may, in 
the discretion of the Township be allowed to make all excavations 
necessary for the laying of service pipe within his own property limits 
provided such excavation shall be done in accordance with the 
directions of the Township, and in such event the owner shall be 
allowed a credit against the cost of installing the water service (as 
provided in Schedule 'A' hereto) of an amount equal to the current rate 
per foot that the Township is paying for such excavations in any 
event not to exceed 40 cents per linear foot of excavation. 


Ls, No service pipe shall be laid by the Township between the 
30th day of November in any year and the lst day of April in the year 
following except with the special consent of the Township Engineer 
and where such consent is granted the applicant shall pay, in add- 
ition to all other rates and charges, the extra cost of construction 
work due to frost or other abnormal conditions. 
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1S. The service pipe from the street line to the interior face of 
the outer wall of the building or premises to be supplied with water 
together with all branches, couplings, stopcocks and apparatus placed 
therein by the Township, shall be under the control of the Township, 
and if any damage shall occur to the said portion of the service pipe 
or the said branches, couplings, stopcocks or apparatus, the Township 
or any authorized representative thereof may enter the land, building 
and premises of such owner for the purpose of inspecting or repairing 
any damaged service pine or other appliances and the cost of such 
inspection and repair shall be charged to the owner of the building or 
premises and may be collected in the same manner as water rates or 
as provided for under The Public Utilities Act, as amended from time 
to time. 


IBS he If any service box on the exterior of a building or premises 
should be damaged no person other than employees, servants or agents 
of the Township shall make any repairs or otherwise manipulate or 
interfere with the same. If such damage should have been caused by 
the Owner or any occupant of the building or premises upon which 
such service box shall have been installed, the cost of repairs made 
by employees, servants or agents of the Township shall be paid to the 
Township by the owner of such building or premises. 


2 ON Every service pipe shall be provided with a stop and drain- 
cock within the building or premises to be supplied with water. The 
said stop and draincock shall not be used except where necessary to 
protect the building from flooding or to protect the pipe and equipment 
therein or in case of other emergency. 


ze, No owner or occupant of any dwelling or premises supplied 
with water shall install or use any tap or valve therein unless and until 
same shall have been approved by the Township Plumbing Inspector. 


Vist leg No person shall open or close a curb stop unless so author- 
ized by an officer of the Township. 


23% Where water service is installed to a dwelling or premises 
on land without any frontage abutting on a street or highway with an 
existing watermain, the owner of such property shall pay the Township 
the sum of $15.00 per year in lieu of the frontage rate prescribed under 
the provisions of The Local Improvement Act, provided however that in 
the event that the creation of new streets or highways or other sub- 
sequent development shall result in such property being provided with 
frontage on a street or highway with a watermain, then such owner 
shall thereafter pay such frontage rate as may be prescribed for such 
street or highway and shall cease to pay the said charge of $15.00 per 
year. If directed by the Township, the owner or owners must connect 
to the new watermainandthe charges incurred shall be borne and paid 
in the following proportions: 


a). On the road allowance will be paid by the Township. 


b). On private property will be paid by the owner or 
Owners as provided in Schedule 'A'. 
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DAY The Township may cause the water service to any building 
Or premises to be shut off when there has been a contravention of any 
of the provisions of The Public Utilities Act or of the provisions of 
this by-law in connection with such building or premises or where the 
Township Engineer believes that the water system of such building or 
premises is defective or where the owner or Occupant of such building 
or premises refuses or prevents entry thereto by any officer, employee, 
servant or agent of the Township for any purpose authorized Dyes 
by-law. 


ZO, Where the Township has caused a water service believed to 
be defective to be shut off, such water service shall not be restored 
until the Township has been satisfied that no defect exists or that any 
defect therein has been properly rectified. 


26% The supply of water by the Township shall at all times be 
subject to the provisions of the Agreement with the Corporation of the 
City of Hamilton dated the 26th day of September, 1961 and/or any 
other agreements the Township may have with other municipalities 
and/or private companies and/or to any act or event beyond the 
power or control of the Township and/or to necessary repairs or re- 
placements of any watermains or other works supplying water and in 
addition thereto the Township may at any time or from time to time by 
resOlution of the Council restrict or limit the use of water to such 
uses as may be designated in the resolution or may designate or limit 
the time during which water may be used for any purpose or for any 
designated purpose or may prohibit or suspend the use of water for 
any purpose whatsoever and the Township may when authorized by 
resolution of the Council suspend or shut off the supply of water, 
and in any of such cases the Township shall not be liable to any 
Owner, Occupant or other person for damages, either direct, indirect 
or consequential. 


Part 4. Installation and Maintenance 
of Water Meters 


ou ie The water system of every building or premises served with 
water supplied by the Township shall be equipped with a water meter 
and a remote reader and all water supplied thereto shall be measured 
by such meter and reader. No water meter or remote reader shall be 
installed in any building or premises unless and until the design and 
specifications thereof, and the location of the remote reader have 
been approved by the Township Water Department. 


20. The cost of the water meter and remote reader shall be paid 
by the applicant for water service at the time of such application. 


oS No water meter or remote reader shall be removed by the 
property owner or by any person other than a duly authorized employee 
or agent of the Township. 
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S06 Where a water meter shall have been. damaged by frost or 
by hot water or the meter and remote reader shall have been damaged 
by the negligence or wilful act of the owner of the building or premises 
Or any occupant thereof, the owner shall pay to the Township the cost 
of all repairs and replacements and all other costs arising from such 
damage. Meters and remote readers shall be repaired by Township 
employees only. 


ens Where a water meter is installed on the exterior of any 
building or premises the owner of such property shall provide and 
maintain a suitable frost-proof chamber for the said water meter and 
such owner shall at all times keep and maintain such chamber in a 
frost-proof condition. 


S26 The owner or occupant of any building or premises served 
with water shall provide proper and sufficient space in such building 
or premises adjacent to the service entrance thereof for the installa- 
tion of such water meter and remote reader as the Township shall 
require and shall keep such space easily accessible to the Township's 
officers and employees at all times. 


Sieh Any person installing a plumbing system in any building or 
premises shall provide meter spacers or a valved by-pass as directed 
by the Township Water Department and shall comply with the plumbing 
by-laws and regulations of the Township from time to time in force. 


34. Where any boiler is supplied with water through a water 
meter, a check valve shall be installed in the plumbing system 
between such boiler and such water meter. The owner of any building 
or premises supplied with water by the Township shall, upon demand, 
modify the plumbing of his property if so directed by the Township 
Water Department in order that such metering devices and remote 
readers as may be deemed necessary by the Township Water Depart- 
ment may be installed in the location deemed to be most efficient by 
the Township Water Department. 


ale In the event that a water meter is damaged by overheated 
water or by a defective check valve between the water meter and the 
heating appliance, the said water meter shall be disconnected and 
repaired by the Township, and the owner of the building or premises 
supplied with water shall pay all.costs arising from such damage. 


7% Should any water meter or remote reader appear defective 
and fail to register accurately the quantity of water consumed, 
such quantity shall be estimated by the Township on the basis of 
previously recorded consumption in a corresponding period of time 
and the owner shall pay for water supplied in accordance with such 
estimate. 


oF The Township may cause any water meter or remote reader 
to be removed and tested to check the accuracy of such meter or reader. 
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SOs At the request of any owner the Township may have any 
water meter or remote reader tested for accuracy at the expense of 
such owner. The owner shall pay to the Township the cost of such 
test. If the water meter or reader is found to be inaccurate the Town- 
ship shall make no charge and shall adjust the current water bill 
accordingly. 


39. The rates and charges contained in Schedules '‘'A', 'B', 'C', 
and 'D' to this by-law shall be paid by the owner to the Township for 
the work, material, services, water supply and other matters and things 
therein set forth, respectively. 


40. Where any account for the installation of water services, 
for supplying and installing a water meter and remote reader, for 
water rates, for water service charges, for repairs, for inspection and/ 
or for any other service, matter or thing incurred or payable under the 
provisions of this by-law in respect of any building or premises is 
overdue and unpaid for more than thirty days after the date on which 
such account is due and payable, the Township Water Department 
shall cause a notice in writing to be sent by prepaid mail addressed to 
the owner of such building or premises at his last known place of 
residence according to the last revised assessment rolls of the Town- 
ship, notifying the owner that unless such account is paid within ten 
days after the date of the notice, the supply of water to such building 
or premises owned or occupied by such owner will be shut off and 
withheld, and if such account is not paid within such period of ten 
days, the Township Water Department, unless otherwise directed by 
Council, shall cause the supply of water to be shut off and withheld 
in accordance with the terms of the said notice. 


4l. Where a supply of water shall have been shut off and with- 
held under the provisions of Section 40 hereof, the owner shall, before 
the supply of water is resumed, pay the Township all accounts, due, 
owing or in arrears together with the service charge for turning on the 
water as providedin Schedule 'D'. 


42. Where the water service for a summer residence is turned 
on and off at the request of the owner, the minimum amount payable 
to the Township for water supplied at such residence shall be in 
accordance with Schedule 'C' whether or not such service is required 
for the entire billing period but shall in any event be for not less than 
six months duration in each calendar year. 


43. Any person who furnished the Township with a statement 
or information in respect of the quantity of water used or to be used 
and the purpose for which such water is used or is to be used shall, 
upon request, verify such statement or information by supplying a 
statutory declaration containing such statement or information. 


44, Each contract for a supply of water by the Township to an 
owner shall expressly provide that the Township shall at no time be 
under any liability of any kind to such owner or any occupant of the 
premises supplied by reason ofa failure in the supply of water or by 
reason of an inadequate supply of water or by reason of the Township 
restricting the supply of water or refusing to supply water or by reason 
of any other matter or thing set forth in Section 26 hereof. 
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Part 5 Miscellaneous 


45. The pertinent provisions of The Public Utilities Act, R.S.O. 
1960, Chapter 335 and amendments thereto, are hereby adopted and 
shall form part of this by-law. Any person who contravenes any of 
such provisions of The Public Utilities Act, R.S.O. 1960, Chapter 
335 and amendments thereto, is guilty of an offence and on summary 
conviction is liable to a fine of not more than $20.00 or may be 
imprisoned without the option of a fine, for a term of not more than 
One month. 


46. Schedules ‘A’, 'B', 'C', 'D', and ‘'E’ attached hereto shall 
form part of this by-law. 


47. This by-law shall come into force on the day of the passing 
thereof. 
48. By-laws #1761, 1794 and 2027 and all amendments thereto 


are repealed. 


ENACTED this 18th day of December, 1962. 


F, B. SEAMAN, RUSSERIC Ee REENKE? 
Clerk Reeve 


BY-LAW NO. 3061 - 71, AMENDING BY-LAW NO, 2120 - ENACTED this 
12th day of, October, 1974. 


Pp oDULLER, GORDON H. DEAN, 
Clerk Reeve 


BY-LAW NO. 3123 - 72, AMENDING BY-LAW NO, 2120, AS AMENDED BY 
BY~LAW NO. 3061-71 - ENACTED this 23rd) daviot May, 1972. 


~ BEUTLER, GORDON H. DEAN, 
Clerk Reeve 
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SCHEDULE VA© 


INSTALLATION OF WATER SERVICE PIPE 


ils Subject to the subsequent provisions of this paragraph, the 
amount to be charged for each water service installation from the water 
main in or under any highway not in excess of sixty-six feet in width 
(and whether under Provincial, County of Township jurisdiction) to the 
limits of the private property abutting on such highway shall be as 
follows: 


For a 5/8 inch service $135.00 
For a 3/4 inch service S145..00 
For a 1 inch service S165. 00 


and where any such highway is in excess of sixty-six feet in width 
there shall be charged in addition to the appropriate amount set forth 
above a further charge based onthe following unit prices multiplied by 
a number equivalent to one-half of the number of feet by which the 
width of such highway exceeds sixty-six feet: 


For a 5/8 inch service $1.50 per linear foot 
For a 3/4 inch service $1.75 per linear foot 
For a l inch service S2.25 per linear foot 


Where the water main is located on a highway any part of which is 
paved or surfaced with any material or compound containing asphalt, 
bitumen or any similar substance, a further charge of $30.00 shall be 
made in addition to the charge or charges set forth above. 


Tis Subject to the following provisions the amount to be charged 
for water service installation on private property shall be as follows: 


For a 5/8 inch service $1.50 per linear foot 
For a 3/4 inch service $1.75 per linear foot 
For a 1 inch service $2.25 per linear foot 


Provided, however, that any Owner, tenant or occupant contracting for 
the installation of a water service on the property owned or occupied 
by him may, after giving due notice to the Township Engineer, dig and 
back-fill the trench for the installation of such water service, and in 
such event and upon completion of the work to the satisfaction of the 
Township Engineer, shall be entitled to a credit against the above 
charges at the current rate per foot that the Township is paying, in any 
event not to exceed 60 cents per linear foot of trench. 
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SCHEDULE “B" 


WATER METERS AND REMOTE READERS 


Cost of installing Township owned water meters and remote 


readers: 
5/ S-inch S000) 
3/4 inch $105.00 
sine 5120.00 


Township owned water meters and remote readers required 
in excess of 1 inch in diameter to be installed at cost. 


REMOTE READERS INSTALLED ON 
EXISTING WATER METERS 


5/8 inch to 1 inch 53930 00 


Remote readers installed on existing meters in excess of 
1 inch to be installed at cost. 


Anw3 AZ 


Minimum Rate: 


Second Rate: 


Third Rate: 


Fourth Rate: 


Multiple 
Occupancy: 


SCHEDULE "C" 


WATER RATES 


For the first 6,000 gallons 
or part thereof $9.00 per quarterly 
billing 


The minimum bill per quarter 
shall be $9.00 


For the next 24,000 gallons 

of water consumed ina 

quarterly billing period 80 cents per thousand 
gallons 


For the next 70,000 gallons 

of water consumed ina 

quarterly billing period 56 cents per thousand 
gallons 


For all water consumed in 

excess of 100,000 gallons 

per quarterly billing period 38 cents per thousand 
gallons 


Where more than one self-contained dwelling unit exists 
and is supplied through a common water meter, multiple 
water rates shall be charged. Similarly, wherever a 
business establishment is operated from a residence 
through a common meter, multiple water rates shall be 
charged. 


Multiple water rates shall be charged as follows: 


(1) For the First Unit Minimum billing, plus the 
cost of all water used in 
accordance with Schedule 
'C' to this by-law. 


(2) For each Additional 
Wine One-half the minimum rate 
shall be charged. 


Discount: A 5% discount will be 
allowed for prompt payment 
of accounts within 12 days 
from the billing date. 
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SCHEDULE =D* 


METER MAINTENANCE CHARGES 


Ts A meter maintenance charge for water meters in excess of 
1 1/4 inch diameter shall be as follows: 


$2.00 per month per 1 1/2 inch meter 
$2.50 per month per 2 inch meter 
$3.00 per month per 4 inch meter 
Lis Except as hereinafter set forth, the charge for 
turning the water supply on or off to a private water 
service, other than a new service, shall be Sao 
ou The charge for making a special reading of the 
meter for a special billing shall be Sa OO 
a The charge for testing a meter at the owner's 
request as provided in Clause 38 shall be $10.00 
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SCHEDULE “EB” 


THE CORPORATION OF THE TOWNSHIP OF SALTFLEET 


Applicant's Waiver and Release of Claims 
covering Installation of Water Service 


CRE SINStATaGLONnSOL Ama ESE sservlG Ss Otic wrote cce erode etc ter es era te rece othe omer 
in the Township of Saltfleet, in consideration of the Corporation of 
the Township of Saltfleet undertaking the installation of such Water 
Service, do hereby agree with the said Corporation to pay for such 
installation in accordance with the provisions of By-law No, 2120, 
as amended by By-law Nos. 3061-71 and 3123-72 of the said 
Corporation and do further agree prior to the installation of such 
Water Service to mark in a clear and intelligible manner by means of 
stakes and (if necessary) other markers the exact location or loca- 
tions of any underground pipe, wires and conduits and any other 
buried objects that may be located on my said property and I do hereby 
waive any and all claims against the said Corporation for damages to 
my said property resulting from such work including, without limiting 
the generality of the foregoing, any and all claims which may result 
directly or indirectly from any incorrect information given by me with 
regard to the location or locations of such pipes, wires, conduits 
and other objects and do hereby release and discharge the said 
Corporation from and against the same unless such damage shall be 
caused by the negligence of the said Corporation's Employees, Con- 
tractors or Agents. 


DATED the day of 


WITNESS: 


oer ee meee ee ee ee eee ee eee ee we ee 
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THE CORPORATION OF THE VILLAGE OF WATERDOWN 
BY-LAW NUMBER 944 


Being a by-law requiring the fluoridation of the 
public water supply of the Village of Waterdown 


WHEREAS Section 5, subsection 1, of The Fluoridation Act, 
1960-61, Chapter 30, provides, inter alia, that where a waterworks 
system is operated by or for two or more local municipalities, the body 
operating the waterworks system shall establish, maintain and operate 
a fluoridation system in connection therewith, only after the councils 
of a majority of such municipalities have passed a by-law requiring the 
fluoridation of the water supply of their respective municipalities; 


AND WHEREAS the waterworks system is operated by the 
Corporation of the Town of Burlington and the Corporation of the 
_Village of Waterdown is proposing to connect to and obtain water from 
the water works system of the Corporation of the Town of Burlington; 


AND WHEREAS the Corporation of the Town of Burlington 
have passed a by-law requiring the fluoridation of its water supply; 


AND WHEREAS the Council of the Corporation of the Village 
of Waterdown deems it necessary to enact a by-law requiring its water 
supply to be fluoridated. 


NOW THEREFORE THE COUNCIL OF THE CORPORATION OF 
THE VILLAGE OF WATERDOWN ENACTS AS FOLLOWS: 


at, There shall be established, maintained and operated in 
connection with the waterworks system of the Corporation of the Village 


of Waterdown, a fluoridation system as defined in the Fluoridation Act, 
1960-61, Chapter 30, Statutes of Ontario. 


READ A FIRST AND SECOND TIME this 4th day of October, A.D. 1971. 


Ce ee ee a ie et et ee ee i ee ee ee ee 


Acting Reeve Clerk 


READ A THIRD TIME AND PASSED this 4th day of October, A.D. 1971. 


G. Fellows A. McPherson 


eoeeree ev eevee eee ee ee eee 8 © e& = = hhh ee eee eh hl hl hl ml Cl ml hl Ohl Ohl Ohl Oh hl hh hl Oo 


Acting Reeve Clerk 
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APPENDIX NO. 4 


EXISTING WATER USE RATES AND CHARGES 


INDEX 
Hamilton Not included - See Appendix No. 3* 
Dundas A - 4.2 
Ancaster A - 4.2 
Saltfleet (former) Not included - See Appendix No. 3* 


Stoney Creek (former) 
Waterdown (former) 


East Flamborough (former) 


* Water rates for these municipalities included in Water 


Use By-Laws. 
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Dundas 
All services (Metered) 


- billed bi-monthly 


- 5% late payment penalty 


Service Burst. 60 0mcu. te. oOORCuUsE Cs a= Remainder 
Size S7S0ecgalc..) LG OOS eulsdser 
(inches) Min. Charge (37505gal.y — 
Ss LOVO000N gals) 
per 2 - months 


9/100 ($/000]] $/100 ($/000 
Suerte Gia) Clete G.) 
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Ancas ter 

All services (Metered) 

Charged on monthly basis but accounts rendered bi-monthly or 
quarterly. 

All service diameters - First 1000 gal/month - $3.00 (min. charge). 


- Remainder (per month)- $0.50/ 1000 gal. 


Stoney Creek (former town) 


Flat rate - all diameter services: 
$24.00 per annum. 
$25.00 per annum extra for swimming pool. 
Metered 
- billed quarterly 
- all service diameters: 
First 6000 gals/3 months ~ $6.00 (min. charge): 


Remainder per 3 months - $0.30 per 1000 gals. 


A eine 


Waterdown (former village) 


- billed bi-monthly 


Commercial 
instttutional 
Residential Industrial 


First 1000 gal/2 months 32.0 (Min. $300 (Min: 
Charge) Charge). 
Remainder /2 months $0.50/1000 $09.50 /1000 
gal. 


gal. 
GSE EU BIEN ON Sah ACE Se SOUS UE 


- billed bi-monthly 


Commercial 
Institutional 
Industrial 


Residential 


$6.00 (Min. $7200 ae 
Charge). Charge) 


Eoest. 1000 gal/2 months 


Remainder / 2 months 


$0.70/000 $0.70/000 
gal. gal. 
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